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C HAPTER 1 
INTRODUCTION 



Section 1. GENERAL 



l-l. Purpose and Scope 

a. This manual is a guide and basic reference 
for firefighting teams and other personnel en- 
gaged in fire prevention, firefighting, and rescue 
procedures at military establishments in theaters 
of operations. It covers the policies and proce- 
dures, equipment, characteristics and chemistry 
of fire, tactics and techniques of firefighting, first 
aid, rescue, and fire prevention. It is concerned 
primarily with structural, aircraft, petroleum and 
unclear weapon fires, but also discusses explosive, 
motor-vehicle, and natural cover fires. 

b. The material contained herein is applicable 
to both nuclear and nonnuclear warfare 

1-2. Changes 

Users of this manual are encouraged to submit 
recommended changes orcommets to improve the 
manual. Comments should be keyed to the specific 
page, paragraph, and line of the text in which the 
change is recommended. Reasons should be pro- 
vided for each comment to insure understanding 
and complete evaluation. Comments should be for- 
warded directly to Office Chief of Engineers, 
ATTN : ENGMC-FF, Washington, D.C., 20314. 

1-3. What the Fire Protection Specialist 
Must Know 

Progress in fire protection within the Army has 
increased greatly in the last few years. This prog- 
ress was brought about by the development of 
new techniques and more efficient equipment. But 
offsetting this progress, to some extent at least, is 
th turnover of military personnel. This turnover 
is a serious drawback to efficiency, but broad 
training programs, which include the study of 
chemistry, physics, mathematics, and building 
construction, now make the firefighter's training a 
continuing process. 

a. Chemistry. The creation and spread of fire is 
a chemical reaction involving flammable vapors. 



Since this reaction can occur under many condi- 
tions and circumstances, the firefighter must know 
the characteristics of fuels and other materials. 
He gains knowledge through an understanding of 
the chemistry of fire. 

b. Physics. Physics involves the principles of 
mechanics, electricity, heat, light, and sound. The 
firefighter needs mechanical knowledge to enable 
him to operate the fire trucks and associated 
equipment, and to maintain them so they will al- 
ways be ready for use. Electricity is a common 
source of fire. In addition, there is a danger of 
electrocution, especially in the presence of water, 
and water is the common extinguishing agent. 
Heat is a major consideration in the spread of fire 
and in the physical limitations of personnel. Light 
is necessary to combat fires at night or in inclosed 
or smoke-filled compartments. Sound (the basis of 
alarm systems) is the foundation of fast and 
efficient response to emergencies. 

c. Mathematics. The firefighter must know the 
mathematical formulas used to determine the 
proper volume and force of extinguishing agents 
needed. His knowledge of fire department hy- 
draulics enables the engineer, or pump operator, 
to arrive at the correct nozzle pressure. An error 
here may cause injuries, extensive water damage, 
or unnecessary fire losses. Too much water pres- 
sure at the nozzle has been known to throw fire- 
men from ladders or out of windows. Wild hose 
lines can seriously injure or kill people who are 
struck by the heavy nozzle or hose couplings. 

d. Construction. A basic knowledge of building 
construction is essential for proper forcible entry, 
rescue, ventilation, or extinguishment. Buildings 
that look identical on the outside may collapse or 
burn with great variations of time because of dif- 
ferences in internal design and type of construc- 
tion. Men who make fire inspections should 
become familiar with the construction of each 
building so that in case of fire they will know the 
approximate length of time the building is safe to 
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enter and the time at which it must be evacuated 
before it collapses. 

1-4. Policies and Procedures 

It is important that a member of a fire protection 
unit be familiar with the most common policies 



and procedures of the fire protection organization 
of the Army, and the forms used. The policies and 
forms are described in detail in many Armypubli- 
cations. It is the purpose of this chapter to 
acquaint the firefighter with those general princi- 
ples which are important in the proper perform- 
ance of his duties. 



Section II. ORGANIZATION 



1-5 Fire Protection 

Firefighting science is divided into three phases: 
fire prevention, rescue, and fire fighting. 

a. Fire Prevention. This phase establishes 
standards and practices for the prevention of 
accidental fires. These standards and practices are 
controlled by frequent surveys and inspections. 
Responsibility for inspections and for recom- 
mending corrective action is placed in the fire pro- 
tection organization. 

6. Rescue and Firefigliting. On arriving at a 
fire, firefighters must determine the exact location 
of the fire and then act to rescue people, protect 
exposures, confine the fire, and then extinguisli it. 

While rescue is not needed at most fires, it must 
be the first concern. The firefighters must stop the 
spreading of the fire (protect exposures or con- 
fine) to other buildings or parts of the building on 
fire before they can apply themselves to the©ft/n- 
guisliment of the fire. Ventilation (removal of 
smoke, heat, and gases) is a part of the salvage 
effort which may be required at any time during 
the firefighting operation. After the fire has been 
extinguished, a final search is made for glowing 
spark and embers. This search and the extin- 
guishment of the rekindling potential are known 
as overhaul. 

1-6. Firefigliting Units 

The firefighting units provide fire prevention serv- 
ice and protective measures in addition to extin- 
guishing fires. They also train auxiliary firefight- 
ers, maintain firefighting equipment, and advise 
higher commanders of fire defense plans. The fire- 
fighting units consist of four types ofteams. They 
may be attached or assigned as required to fixed 
strength units or may be organized into service 
units (TOE 5-510G). These service units are de- 
signed to provide different- size organizations with 
firefighting team's, depending on the tactical and 
logistical considerations involved. Command and 
administrative control are normally provided by 
the firefighting headquarters team. 



a. Team FA, Firefighting Headquarters. 

(1) Capability. Capable of planning for over- 
all area fire prevention and firefighting program 
and for controlling assigned or attached firefight- 
ing teams. 

(2) Basis of allocation. Normally one per 
three to five firefighting teams (FB and FD) and 
one water truck team(FC). 

(3) Str&igtii. Aggregate-4, as follows: 

Number Orad* MOS 

1 LT 9414 

2 E6(NC0) 51M40 
1 E3 70A10 

(4) Mobility. 100 percent mobile. 

(5) Major items of equipment. 

1/1/ capons 

Individual weapons only. 
1/eh/c/es 

Trailer, cargo, % T 1 

Truck, cargo, % T 1 

Truck, utility, ^, T 1 

tiler equipment 

Blanket, fire, wool, w/grommets and 

rope handle 2 

Extinguisher, fire, carbon dioxide, 15 lb 

(6.76 kilograms) 2 

Extinguisher, fire, dry chemical, 20 lb 

(9.072 kilograms) 2 

Extinguisher, fire, foam, 2% gal (9.46 

liters) 2 

Firefighting equipment set, repair of 

extinguishers and fire hose 1 

Light, warning, vehicular, red, w/blinker 

device 2 

Repair and refill kit, carbon dioxide fire 

extinguisher 1 

Siren, electric motor operated — 2 

Telephone set, TA-312/PT 1 

(6) Metliod of operation. Team leader serves 
as the fire marshal of the installation or area of 
responsibility. Team members conduct fire, pre- 
vention inspections and train volunteer personnel 
in firefighting operations. In addition to planning 
for overall fire defense and commandin^refight- 
ing teams, this team maintains and refills fire ex- 
tinguishers and makes minor repairs to fire hose. 
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b. Team FB, Fire Truck. 

(1) Capability. Capable of providing fire pro- 
tection, administering timely and adequate first 
aid, and implementing a fire prevention program 
for areas housing 5,000 to 10,000 troops, or a 
warehouse and open storage area of 100,900 
square feet (9290 square meters). 

(2) Basis of allocation. One per installation 
housing 5,000 to 10,000 troops, or containing 
100,000 square feet (9,290 square meters) of 
warehouse and open storage. 

(3) Str&igtli. Aggregate — 6, as follows : 

Number Grade MOS 

1 E-5 (NCO) 51M40 

1 E4 (NCO) 51M40 

3 E-4 51M20 

1 E-3 51M20 

(4) Mobility. 100 percent mobile. 

(5) Major it&ns of equipment. 

Weapons 

Individual weapons only. 

l/e/7/c/es 

Firefighting equipment set, truck 
mounted, structural type, overseas, 
class 530B or 530C 1 

Other equipment 

Blanket, fire, wool, w/grommets and 
rope handle 2 

(6) Method of opera t/'on. Team members pro- 
vide fire protection for the team's assigned instal- 
lation or area by conducting fire prevention 
inspections and by fighting fires. See TM 5-225 
for radiological decontamination. 

c. Team FC, Water Truci(. 

(1) Capability. Capable of transporting 
water for firefighting purposes when not enough 
water is available near the fire. 

(2) Basis of allocation. One or more per fire- 
fighting headquarters (Team FA) as required. 

(3) Str&igtii. Aggregate-2, as follows : 

Number Grade MOS 

1 E-4 61M20 

1 E-3 51M20 

(4) Mobility. 100 percent mobile. 

(5) Major it&ns of equipment. 

Weapons 

Individual weapons only. 
Vehicle 

Truck, tank, water, 2*^-T 1 

Other equipment 

No other major items. 

(6) Method of operation. Team transports 
water for firefighting when sufficient water is not 
available. Team members may be used as fire- 
fighters. 



d. Team FD, Brush Fire Trucl(. 

(1) Capability. Capable of furnishing protec- 
tion against grass or brush fires within its as- 
signed area of responsibility when augmented 
with personnel and additional handtools. Can also 
be used to a limited degree to combat structural 
fires. 

(2) Basis of allocation. One per installation 
housing 5,000 to 10,000 troops, or containing 
100,000 square feet (9290 square meters) of 
warehouse and open storage. 

(3) Str&igth. Aggregate-2, as follows : 

Number Grade liOS 

1 E-5 (NCO) 61M40 

1 E-3 51M20 

( 4)' Mobility. 100 percent mobile. 

(5) Major it&ns of equipm&it. 

Weapons 

Individual weapons only. 

Vehicles 

Firefigliting equipment set, truck 
mounted, brush type, overseas, class 
530 B or 530 1 

Oth& equipment 

No other major items. 

(6) Method of operation. Team members 
train personnel of the supported unit in brush 
firefighting and supervise them when so engaged. 
Additional handtools (axes, mattocks, brush 
hooks) must be provided by the supported unit. 

1-7. Responsibilities 

AR 611-201 lists the duties, skills, and knowl- 
edges of the firefighter. Listed below are the pri- 
mary responsibilities of the fire protection person- 
nel. 

a. Fire Chief. The fire chief, under the direction 
of the fire marshal, supervises the fire protection 
organization, including management of fire sup- 
pression and rescue operations, training and pre- 
fire planning programs, and maintenance of fire 
equipment, systems, and devices; he also monitors 
the fire prevention program. He insures that: 

(1) Fire vehicles and personnel are in a state 
of immediate readiness and availability. 

(2) Training and fire prevention programs 
are carried out. 

(3) Resources are efficiently utilized. 

(4) Duty assignments, equipment mainte- 
nance, and operational procedures are accom- 
phshed. 

b. Assistant or Deputy Fire Chief. He assists 
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the fire chief in carrying out his duties and as- 
sumes them in his absence. 

c. Station Chief. Under the direction of the fire 
chief, a designated person acts as the station 
chief. Since no position is authorized for his duty, 
the person assigned will also perform duty as 
crew chief. He supervises all chiefs assigned to 
his station. He \yill — 

(1) Implement the policies and regulations of 
the base fire protection organization and higher 
headquarters. 

(2) Respond with his crews to alarms and 
emergency calls and insure adequacy of fire sup- 
pression and rescue operations. 

(3) When first to arrive at the scene of an 
emergency, assume command until the arrival of 
a senior fire authority. 

(4) Supervise and assist in training and in- 
structing the crew members and conducting regu- 
lar drills to maintain efficiency of flrefighting and 
rescue operations. 

d. Crew Ch/ef.Hewill— 

(1) Supervise operator inspection and main- 
tenance of fire vehicles and insure the upkeep and 
protection of all fire organization property. 

(2) Insure the safe arrival of his vehicles, 
with its full complement of equipment and person- 
nel, at the scene of an emergency. 

(3) Respond with his crew and equipment to 
alarms, fires, common emergencies, vehiclerescue 
emergencies, and routine calls, including recipro- 
cal movements as directed. 

(4) When first to arrive, assume command 
until relieved by senior fire authority. 

(5) Perform the station chief's duties, dele- 
gated to him or dictated by emergency conditions. 

e. Firefighters. Each firefighter normally is as- 
signed a specific duty related to equipment opera- 
tion or firefighting and rescue. All personnel, how- 
ever, will be cross-trained and capable of flexible 
action in a fire situation and rescue emergency. 
Firefighters will — 

(1) Keep apparatus, equipment, tools, and 
uniforms clean and serviceable. 



(2) Respond with the assigned unit to all 
alarms and emergency calls. 

(3) Extinguish fires and take necessary pre- 
cautions to prevent their being rekindled. 

(4) Be careful to avoid unnecessary damage 
to or loss of department property, or injury to 
himself or other personnel. 

(5) Watch for and protect at the scene of a 
fire all clues or evidence indicating the fire's 
cause. 

(6) Participate in the fire prevention pro- 
gram. 

f. Training of Fire Truck Operators. Drivers of 

emergency type vehicles must attain the following 
minimum test scores : 

(1) Emergency judgment test- 1 08. 

(2) Road test— 90. 

(13) Individuals not achieving the above mini- 
mum qualifications will have their SF Form 46 
and Driver Qualification Record DA Form 348 
stamped "Limited License." 

(4) Refresher training will be provided an- 
nually to assure familiarity with emergency oper- 
ational requirements for the type of vehicle 
being operated. Specific attention will be given to 
the understanding of legal limitations required by 
the installation and by local laws. 

(6) Any operator of an emergency vehicle 
who is involved in an accident will have his per- 
mit suspended, pending completion of remedial 
driver training. 

(6) Any operator of an emergency vehicle 
who is involved in an accident and is convicted of 
any moving violation will have his permit re- 
voked. 

(7) Should a requirement exist for the driver 
to be retrained and tested for driving other than 
emergency vehicles, the driver's permit will be 
stamped "Army Limited-Not Valid for Emer- 
gency Vehicle." 

(8) 'A proper entry' will be made on the 
Driver Qualification Record (DA Form 348) to 
assure that the above information and qualifica- 
tions or limitations are known and available to the 
motor officer in case of reassignment of the driver 
or loss of a permit. 



Section III. FACILITIES 



1-8. Introduction 

Firefighters often spend 24 hours or more on duty 
at an assigned locality in order to assure rapid 



response to fire alarms. They should be housed in 
suitable living facilities, when available, including 
those necessary for comfortable working. 
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ing, eating, recreation, training, and study. Inade- 
quate facilities can greatly lessen tiie efficiency of 
a fire protection organization. When not on duty, 
firefighters are on call (in case of grave emergen- 
cies). 

1-9.Stmctural Stations 

A structural fire station must be strategically lo- 
cated in the area it is expected to protect. 

a. Usually it is centrally located so that each 
portion of the area will have as much protection 
as possible without slighting any other portion. 
However, when one portion is "high risk" in com- 
parison with the rest of the area, the station's 
location will naturally favor the high risk portion. 

b. Reasons for considering an area as a "high- 
risk" include the speed of ignition of the flamma- 
ble materials located there, the propagation possi- 
bilities, and the potential amount of loss if fire 
occurs. Those portions of an area containing hos- 
pitals\ technical buildings, barracks, headquarters 
buildings, or other buildings in which life and 
property loss potential is 'greatest are necessarily 
classified as critical from the standpoint of fire 
hazard. 

I-I 0. Crash Stations 

The location of the aircraft fire rescue station is 
limited to the vicinity of the airfield, but its loca- 
tion even within that limitation is of utmost im- 
portance. An aircraft fire rescue station must be 
centrally located. At the same time it must be so 
positioned that there will be an open view of all 
aircraft activity-including the flying field, run- 
ways, ramp, parking areas, taxi strips, and dis- 
persal areas-from the crash station. 

I-I 1. Sleeping Quarters 

Sleeping or bunking facilities should enable crew- 
men of both aircraft fire rescue and structural 
organizations to reach the apparatus floor quickly 
and safely. When the alarm sounds during sleep- 
ing hours, a firefighter is expected to awaken, 
throw back his blanket, spin around and insert 
both feet into his boots, stoop and pull up his 
pants, run toward the apparatus floor while plac- 
ing his suspenders over his shoulders, and finally 
mount the truck, ready for action-all in about 15 
seconds. He can do this only if the quarters are so 
designed that the distance from the sleeping 
quarters to the apparatus is as short as possible, 
passageways are wide and clear, and the area is 



completely free from obstructions which might 
cause delay or injury. 

I-I 2. Dining Facilities 

Dining facilities included in the quarters must be 
looked upon as a necessity rather than as a com- 
fort or a luxury, because those periods of absence 
from the fire station for eating greatly reduce the 
strength of the organization, even if only a few 
persons are absent for a short time. 

1-13. Heating and Sanitation 

Each structural and crash station should be prop- 
erly 'heated and ventilated. 

a. The comfort of personnel will insure that the 
men willingly and efficiently perform their inside 
duties, which include keeping the equipment in 
excellent condition. Training and study periods 
are even required of seasoned firefighters to ad- 
vance or refresh their technical knowledge. Per- 
sonal comfort is a necessity to the man who is 
trying to absorb such knowledge, and proper 
building temperature is necessary for personal 
comfort. 

b. Shower and latrine facilities are essential to 
the health, comfort, and cleanliness of all fire pro- 
tection personnel. These facilities should be placed 
reasonably clase to the apparatus floor. After re- 
turning from a fire, the men are frequently wet, 
cold, and dirty, and a shower helps to prepare 
them rapidly for another possible emergency. 
While showering, the men should keep boots and 
pants close by so that in case of alarm they can 
put them on immediately. 

I-I 4. Training Facilities 

For the important purpose of practical training, 
which serves as a proving medium for theories 
presented in classrooms, a training ground or 
area should be provided for fire protection crews. 

a. The training ground should be located, if pos- 
sible, in a position from which response to any 
part of the area may be made in a minimum of 
time. Training areas must have a supply of water 
ample to replenish the supply on the vehicles. 
Trainers and simulated structures should be pro- 
vided to enable actual fire ignition, control, and 
extinguishment according to the standing opera- 
ting procedures. 

b. Neither the entire aircraft fire rescue crew 
nor the entire structural crew will be out of serv- 
ice at any one time while attending the training 
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ground. Reasonably ample protection must be im- 
mediately available at all times. 

c. A reading or study room is a great asset 
toward maintaining a progressive study or train- 
ing 'schedule. A 16-miIliineter projector should be 
available from the signal library for showing 
training films. A set of technical manuals and or- 
ders should be furnished along with any other 



helpful publications. The study room must be well 
lighted, comfortable, and inviting, so as to encour- 
age individual study. 

d. A storeroom and repair shop, or a combina- 
tion of the two, should adjoin the fire station so 
that crew members studying apparatus there, or 
working there, will not be far from their duty 
stations. 



Section IV. DA FORMS, REPORTS AND RECORDS 



l-l 5. Introduction 

Fire protection and firefighting operations require 
reports and records. These are used for determin- 
ing the effectiveness of firefighting and rescue op- 
erations; for appraising fire prevention regula- 
tions, programs, and training; and for evaluating 
fire protection engineering, equipment, and de- 
vices. The statistical data enable the organization 
to analyze and evaluate its own conditions and 
affect it changes to improve its efficiency. Reports 
are required for any fire incident which involves 
death or disabling injury to personnel or damage 
to or destruction of any building, structure, 
grounds, utility plant or 'system, installed or 
moveable equipment, aircraft, missile, vehicle, 
material, supplies, and personal property. Also, 
technical investigations are necessary for fire in- 
cidents to analyze causes, contributing factors, 
and Sects; and to determine the effectiveness of 
the measures taken or required to be taken to 
meet other such emergencies. Records are re- 
quired for fire protection equipment systems or 
devices that may be peculiar to an installation. 
Routine should be made of inspection and haz- 
ards. 

l-l 6. Forms 

Listed below are forms to be used for inspection's 
and test of firefighting equipment. 

a. DA Form 253, Fire Extinguisher Record 

Tag, DA Form 253 is attached to each installed 
extinguisher for recording the monthly inspection 
and recharging. 

h. DA Form 5-1 (Fire Department Individual 
Run Report). This form is designated to give in- 
formation on responses made by individual fire 
units. The form lists information on such matters 
as time of alarm reception and response, type of 
apparatus dispatched, location and nature of the 
emergency (or other type response), equipment 
used, and hose line operation. 



c. DA Form 5-2 (Fire Report). This form is 
designed to furnish information about fire inci- 
dents which affect life or real property. It is used 
t o - 

(1) Identify the incident and related opera- 
tions. 

(2) Provide close estimates of monetary loss 
and the damage or destruction of property, mate- 
rial, and equipment. 

(3) Indicate the loss of life and the extent 
and nature of physical injury owing to fire. 

(4) Indicate the extent and nature of contin- 
gent loss and its effect on the installation mission. 

(5) Determine the cause and contributing 
factors. 

(6) Evaluate and improve fire protection or- 
ganization, personnel, equipment, training, and 
procedures. 

(7) Determine action to be taken to prevent 
similar occurrences. 

d. DA Form 5-78 (Fire Hose Record). This 
form records the inspection, test, and mainte- 
nance of all fire hoses, the type of coupling, and 
provides a remarks section. 

e. DA Form 5-118 (Anrnuil Dry Pipe Valve 
Inspection and Tripping Test). This form is pro- 
vided to record tripping, cleaning, and resetting 
of dry -pipe and deluge valves with their accesso- 
ries. 

f. DA Form 5-119 (Automatic Sprinkler and 
Standpipe Equipment, Inspection and Test). This 
form is used for inspection and tests by mainte- 
nance personnel. It is completed as the inspection 
or test is made for operation of sprinklers, valves, 
and fire pumps. 

g. DA Form 2Ji0i (Equipment, Inspection and 
Maintenance Worksheet). The equipment inspec- 
tion and maintenance worksheet is used by all 
personnel performing inspections, preventive 
maintenance services, diagnostic checkouts, and 



1-6 



TM 5-315 



equipment serviceability criteria checks. It pro- 
vides a standard procedure for temporarily re- 
cording equipment deficiencies. 

I -I 7. Records and Reports 

Records at the installation level will be prepared 
by qualified fire prevention personnel and will be 
approved by the operating agency commander or 
authorized representative. The forms are to be 
prepared as authorized in AR 310-1, as applica- 
ble, and used to record technical details of opera- 
tions and tests for the following reports (For ad- 
ditional information, see TM 38-750). 

a. Automatic Sprinkler Water-Flow and Low 
Air Pressure, Automatic and Manual Fire Alarm 
System Report. Complete and permanent records 
will be kept of the operation of fire alarm systems 
and of inspections, tests, and services performed. 
In addition to inspection and test record forms, 
impairment tags will be provided for use when 
devices are found inoperable and not immediately 
repairable. 

b. F\re Hazard Inspection Report. This is used 
for either the fire inspection notice or fire hazard 
inspection report. The procedure to be used can be 
determined locally. The main reason for using the 
fire inspection notice is to streamline action and 
reduce the time required to complete fire inspec- 
tion requirements. The establishment of good will 
and cooperation between the fire organization and 
the activities occupying the structures will reveal 
that the majority of fire hazard's can be resolved 
with this procedure. For situations where the fire 
inspection notice does not provesatisf actory, or is 
not adequate, the fire hazard inspection report 
will be used. Regardless of the procedure followed 
all fire hazards or deficiencies discovered during 
any inspection which cannot be or are not cor- 
rected during the inspection will be recorded. To 
insure that all hazards recorded on this form are 
corrected quickly, fcllowup by the fire inspector is 
necessary. The time allowed to correct the haz- 



ards, which can vary from 1 to 72 hours, depend- 
ing on the potential dangers involved, will be 
listed on the form. 

c. The Training Timetable. 'The training timeta- 
ble is a simple chart to assist the supervisor in 
identifying, planning, and scheduling the training 
needed by his employees. It is a means of record- 
ing the operations each employee can perform, the 
operations in which each employee needs to be 
trained, and the date when this training should be 
started. The chart may vary in form and size, 
depending on the purpose, the size of the work 
force, and even the complexity of the work itself. 
It may also be called a training schedule or work 
chart and its essential features may be incorpo- 
rated in an operations guide, work distribution 
chart, or control chart. However, when once pre- 
pared, it gives an overall picture of the specific 
training to be done in that unit. If the training 
timetable is correctly used, it serves the following 
purposes : 

(1) Aids in identifying, planning, and sched- 
uling training. 

(2) Checks on the extent to which training is 
carried out as planned. 

(3) Aids in determining whether there will 
be a trained staff as needed to accomplish the 
mission. 

(4) Aids in assigning workers, 

d. Log. Each fire protection organization will 
maintain a daily log containing information on 
duty personnel assignments, vehicle movements 
and mechanical status, response to fire incISents, 
emergencies, false alarms, alarms received, alarm 
transmissions over automatic manual, sprinkler 
systems, special exercises, names of visitors, inju- 
ries to personnel, etc. This log may be typed or 
prepared by hand on 8 x IQi/^-inch (20.3 by 26.7- 
centimeter) bond paper and maintained in a 
bound notebook. It will be reviewed and approved 
by the senior officer in charge at the close of each 
work shift. 



Section V. COMMUNICATIONS 



I ■ I 8 . Introduction 

The fire protection facilities of an installation 
must include an adequate communications system. 
This system consists of telephone systems, auto- 
matic, manual, and waterflow alarm systems, 
two-way radios, and visual and aerial signals. 



I ■ I 9. Telephone Systems 

'Facilities for reporting fires on posts, camips, and 
stations have, at most locations, been standard- 
ized. 

a. Fires may be reported through the installa- 
tion telephone system or through a special system 
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of outside fire reporting telephones installed in 
boxes, and connected directly to the alarm board 
at the main fire station. 

b. External fire-reporting telephones are housed 
in metal boxes mounted on poles or external walls 
of buildings, and are placed so that one of them 
can be reached rapidly and easily from any possi- 
ble post location. These boxes are painted'red and 
usually have a red target light mounted over them 
so they will be visible at night. 

c. To report a fire over the fire reporting tele- 
phone, a person must open the box, lift the tele- 
phone receiver, and give the information to the 
alarm board operator. 

d. In outdoor storage areas where post tele- 
phones or fire reporting telephones are widely 
scattered, signs should be posted throughout the 
area to show where these fire reporting facilities 
are located. 

1-20. Automatic, Manual, and Waterflow 
Alarm Systems 

In the following systems, alarms are transmitted 
by electrical impulses and recorded on a tape in 
the central fire station alarm room. 

a. Automatic Fire, Detection and Alarm Sys- 
tems. These systems are installed where it is not 
feasible to install automatic sprinkler systems. 
Dormitory type combustible buildings with indi- 
vidual sleeping rooms should have automatic fire 
detection systems. 

(1) These automatic fire detection and alarm 
systems incorporate some devicesensitiveto heat, 
fire, and smoke. These devices cause an electri- 
cally operated transmitter to send a coded signal 
to the fire station alarm system. 

(2) Heat- sensitive devices used in fire detec- 
tion systems may be either fixed-temperature or 
rate-of-rise thermostats. Fixed-temperature ther- 
mostats will actuate the transmitter when a pre- 
determined degree of temperature is created by 
unusual circumstances. Rate-of-rise thermostats 
will actuate the transmitter when a fire or other 
source of heat causes the temperature to rise at a 
rate faster than normal. The rate-of-rise devices 
must be used with fixed-temperature devices. 

b. Manual Alarm Systems. Manual alarm sys- 
tems are usually installed in areas not provided 
with sprinkler or automatic fire detection systems. 
Watchman service is often provided in these 
areas. Manual alarm boxes are located strategi- 
cally throughout an area and are usually operated 



by opening the box and pulling a lever. (Due to 
the different types of boxes, the operation will 
vary.) Only a local alarm is normally provided. 
Under certain conditions a coded signal may be 
sent to the fire station alarm system. 

c. Waterflow Alarm Systems. Waterflow alarm 
systems are those that transmit a coded signal to 
the fire station alarm system when a ruptured 
sprinkler head causes water to flow through the 
pipes of a sprinkler system. Loss of air pressure 
in a dry-pipe system will cause a local alarm and 
may also transmit coded signals to thefire station 
alarm system. 

1-21. Fire Department Radios 

The provision of two-way radios for structural 
fire apparatus is not a substitute for a fire alarm 
system because such radios usually are not avail- 
ble to post personnel for reporting fires. 

a. Radios installed on structural apparatus are 
used successfully for issuing detailed and specific 
orders to fire crews while they are enroute to the 
scene of an emergency and at any other time 
when the apparatus is away from the station. 

b. Radios are usually installed in the smaller, 
faster vehicles, since these trucks are normally 
the first to arrive. Upon arrival, auxiliary equip- 
ment or additional emergency assistance can be 
ordered by radio without delay. 

c. The frequency of radio equipment on the 
crash rescue apparatus should be the same fre- 
quency as the airfield radio tower. 

d. Portable radios for firefighters are advanta- 
geous. They permit firefighters to engage in var- 
ious activities and be available for fire call. 

1-22. Radio Terms and Procedures 

Several standardized radio terms and procedures 
must be understood and used by fire crews. 

a. Terms. 

(1) "Roger" means "received your message." 

(2)"Wilco" means "received your message 
and (where applicable) will comply." 

(3) "Say again," "I say again," and "That is 
correct" are selfexplanatory. To correct some- 
thing said, the work "Wrong" is used, followed by 
the correction. 

(4) "Wait," if used by itself, means "I must 
pause for a few seconds" and requests the other 
station to stand by (refrain from transmitting) 
for a period not to exceed 30 seconds. 
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(5) If the pause is to be longer (up to 1 
minute), the expression "Wait out" is used. 

(6) To request an even longer standby pe- 
riod, the expression "Wait — Out," is sued in 
which the blank is replaced by a numeral indicat- 
ing the number of minutes the other station is 
requested to stand by. 

NOTE 

Standby periods usually are requested by 
an operator who has to perform a duty 
that takes his attention away from the 
transmitter/receiver-or who has to 
handle communications of higher prior- 
ity or greater urgency. When requested 
to stand by, a station normally is ex- 
pected to remain in this status until ad- 
vised or invited to resume transmission. 

b. Numb&'S. To transmit numbers, the follow- 
ing standard pronunciation should be used: 

Numeral Spoken at 

zero 

1 wun 

2 too 

3 thu-ree 

4 fo-wer 

5 fi-yiv 

6 six 

7 seven 

8 ate 

9 niner 

c. Letters. When it is necedsary^ to identify a 
letter of the alphabet or to spell a word, the new 
standard phonetic alphabet should be used: 

Letter Word Pronunciation 

A ALPHA (Al fah) 

B BRAVO (Brah voh) 

C CHARLIE (Char lee) 

D DELTA (Dell tah) 

E ECHO (Eck oh) 

F FOXTROT (Foks trot) 

G GOLF (Golf) 

H HOTEL (Ho tell) 

I INDIA (In dee ah) 

J J ULIET (Jew lee ett) 

K KILO (Keyloh) 

L LIMA (Lee mah) 

M MIKE (Mike) 

N NOVEMBER (No vem fee/-) 

OSCAR (Oss cah) 

P PAPA (Pah pah) 

Q OUEBEC (Kwi beck) 

R ROMEO (Row me oh) 

S SIERRA (See air ah) 

T TANGO (Tanggo) 

U UNIFORM (You nee form) 

V VICTOR (Vik tah) 
W WHISKY (Wiss key) 
X XRAY (Ecks ray) 

Y YANKEE (Yang kee) 
Z ZULU (Zoo loo) 



Words not understood will be spelled phonetically. 
For example, phonetic transmission of "Type 
0-5" would be made as follows: "I spell: tango — 
Yankee-papa-echo, zero-fi-yiv." 

d. Calling Procedure. To estabhsh communica- 
tion with other units make the initial call- 

(1) Once communication is established, begin 
each message with the truck's identification and 
conclude with the proper closing remark. All mes- 
sages will end in "over" or "out," whichever is 
appropriate. "Over" means "my transmission is 
ended ; I expect a response." "Out" means "this 
conversation is ended, and no response is ex- 
pected." "Over" and "out" are nevo" used to- 
geth&' to end a transmission. 

(2) Crews should keep radio equipment clean 
and protected from the weather. Particular care 
must be given to the condition of the battery, 
which must be tested frequently and charged 
when necessary. 

1-23. Hand Signals 

Standard throughout the services are the visual 
signals between the senior man in charge and the 
pump operator at structural fires. These signals 
may be given by hand during the day or by flash- 
light or lantern during the night. They cover most 
of the orders usually transmitted from the senior 
man to the pump operator. The pump operator 
must be constantly on the alert for signals and 
must acknowledge all signals by repeating them. 
Standard signals are easily understood since, in 
most cases, they suggest the action desired. Sig- 
nals should be deliberate, for careless signals may 
be misunderstood. If necessary, additional signals 
may be developed to fill special needs. However, 
they should be distinctly different from standard 
signals and should be understood by all concerned. 
The standard hand signals are charge line, shut 
off water in line cease operations, increase pres- 
sure, and decrease pr&sure. 

a. Charge Line. During the day this signal is 
given by raising both arms vertically from the 
shoulders, palms to the front, and holding them 
stationary until the signal is acknowledged, as 
shown in A, figure 1-1. At night it is given by 
holding a flashlight or lantern in one hand and 
raising the arm vertically above the head. The 
beam is directed toward the pump .operator and 
the light swung horizontally above the head, as 
shown in B, figure 1-1. 

b. Shut Off \Nater in Line. This signal is for a 
temporary shutdown to allow for line repairs or 
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DAY 





A— DAY 




B— NIGHT 

Figure l-l. Charge line. 



B— NIGHT 



Figurei-:^, Shut off water inline. 
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changes. On receiving it, the operator closes the 
discharge valve, but continues to pump and holds 
himself ready to open the valve at the proper sig- 
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nal. During the day the signal to shut off the 
water is given by extending both arms downward 
at an angle of 45°, crossing them in front of the 
body, and swinging them back and forth, as 
shown in A, figure 1-2. At night, it is given by 
extending one arm downward at an angle of 45°, 
directing the beam of the flashlight or lantern 
toward the pump operator, and swinging the arm 
back and forth in front of the body as shown in B, 
figure 1-2. 




A -DAY 




B— NIGHT 

Figure IS. Cease operations. 



Figure l-j^. Increase pressure. 
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e. Cease Operations. TMa signal means that the 
operation is over. On receiving it, the operator 
disengages the pump, diseonBects all lines, and 
picks up his equipment. During the day, this sig- 
nal is given by describing a circle in front of the 
body with an extended arm, as shown in A, figure 
1-3. At night, it is given by holding a flashlight or 




A— DAY 




B— NIGHT 

Figure 1-5. Decrease pressure. 



lantern in the hand and following the same proce- 
dure as for daytime, as shown in B, figure 1-5. 

d. Increase Pressttre. This signal is given once 
for each 10 pounds (4.5 kilograms) increase of 
pressure required. During the day this signal is 
given by extending the ara),s horizontally and 
sideways from the shoulders and raising them to 
a 45° angle, palms up, as shown in A, figure 1-4. 
At night it is given by extending one arm horizon- 
tally and sideways from the shoulders, holding 
a light in the hand with the beam directed toward 
the pump operator, and then raising the arm up- 
ward 45°, as shown in B, figure 1-4. 

e. Decreetse Pressure. Each signal indicates a 
decrease in pump pressure of 10 pounds per 
square inch (0.7 kilograms per square centime- 
ter). During the day the signal is given by extend- 
ing the arms horizontally from the shoulders and 
lowering them to a 45° angle, palms down, as 
shown in A, figure 1-5. At night it is given by 
extending one arm horizontally from the shoulder, 
holding a light in one hand with the beam directed 
toward the pump operator, and then lowering the 
arm to a 45° angle, as shown inB, figure 1-5. 

1-24. Other Characteristics of Aiarm Systems 

A functional fire alarm system must have the fol- 
lowing characteristics. 

a. Distribution and quantity of the alarm boxes 
must be such that they can be easily and quickly 
reached from any possible fire emergency location. 
The operation must be so simple that persons 
under the strain of excitement are able to report 
the location of the fire accurately. Alarms must be 
transmitted without interference by nonemer- 
gency communications. The system must be able 
to operate properly under stress of time and ad- 
verse climatic conditions. Alarm systems must 
survive fires and other conditions which may tend 
to cause a circuit break. 

b. The most frequent causes of alarm failures 
and inaccurate impulses are the. result of falling 
poles and trees, faulty wiring involving commer- 
cial utilities, impact of motor vehicles, wind, sleet, 
snow, electrical storms, sewer explosions, and ex- 
cavations which cut or disturb underground 
wires. To assure the dependability of the alarm 
systems they must be inspected and tested fre- 
quently and kept in the optimum operating condi- 
tion. 
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C HAPTER 2 
C LO THING AND EQUIPMENT 



Section I. CLOTHING 



2-1. Introduction 

Protective clothing provides firefigiiters with 
maximum personal safety which enables them to 
approach and attack fires and perform rescue op- 
erations effectively. 

a. For normal fires in buildings or in the open, 
involving basic, ordinary combustible materials 
(wood, paper, stored materials, etc.), the protec- 
tive clothing issued consists of special fireman's 
bunker coat and trousers with suspenders, plastic 
helmet, rubber boots, and gloves (fig. 2-1). This 
clothing, when properly worn, gives reasonable 
protection to the wearer against normal exposures 
to heat, flames, water, cold, and physical injury 
without too much sacrifice of body freedom. 

b. For more extreme fire-intensity exposure, 
such as to flammable liquids, liquid or solid fuels 
and propellants, chemicals, or explosives encoun- 
tered in typcial aircraft or missile fires, special 
protective clothing must be worn in varying com- 
binations with the normal clothing. Such addi- 
tional clothing consists of special heat reflective 
coat and trouser covers and protective head, face, 
and shoulder hoods. 

€. All types of protective clothing are intended 
to be worn, in various combinations, over and in 
conjunction with normal personal work clothing, 
depending upon the climatic, work, and fire condi- 
tions. 

2-2. Normal Protective Clothing 

Protective clothing should be put on before leav- 
ing the fire station. The following clothing (fig. 
2-1) is issued to the firefighter for use in fighting 
the normal installation fire : 

a. Bunker Coat. This is a a/a-length coat of spe- 
cial water repellent flame-retardant duck outer 
cloth, with water repellent liner and a removable 
blanket inner lining. Special snap fasteners pro- 



vide a quick-hitch for putting on the coat. The lin- 
ing should not be removed except for cleaning. 

b. BunkO" Trous&'S. These consist of an over- 
trouser of duck cloth and liner, similar to the 
bunker coat. The trouser legs are designed for 
rapid donning, and to be worn over fireman's 
boots. Special waist flap and snap fastening are 
provided to facilitate securing in place. Trousers 
are generally worn with heavy duty, quick-hitch 
suspenders. When not being worn, bunker trou- 
sers are normally assembled over boots with sus- 
penders arranged to permit donning in a single 
movement. 

c. Plastic Hornet. This is a special-molded plas- 
tic safety helmet with cushioned heat strap to 
provide fit and prevent impact head injury. A 
chin strap further secures the helmet in place 
under arduous work conditions. In some cases, an 
additional removable inner liner with ear and 
back-of-neck flaps is provided. This helmet pro- 
tects against falling debris, contact with obstruc- 
tions and, to some degree, against water and mod- 
erate heat reflection. 

d. Boots. Rubber boots designed particularly for 
firemen's use are hip length with a steel safety 
toe cap, flexible punctureproof safety insole of 
overlapping steel plates, and a heavy corrugated 
non-slip, grease resistant outer sole. It protects 
the foot against physical injury and may be worn 
with equal comfort in both hot and cold climates, 
with variations in socks. 

e. Gloves. Standard gloves issued for firemen 
consist of conventional leather shells of medium- 
duty type, with thumb and fingers. These gloves 
may be worn either separately or in various com- 
binations with cotton, wool, or other fabric or 
rubber- or synthetic coated or impregnated liners 
or covers, depending upon personal preferences 
and local conditions. The leather gloves, while not 
as water-repellent or heat insulative as some 
types and combinations, are generally preferred. 
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since they give reasonable protection and are plia- 
ble enougii not to iiinder tiie performance of fire- 
figiiting tasks, It is good practice to carry an 
extra pair in the pocket of the turnout coat. As- 
bestos gloves, unless treated or worn with some 
combination of water-repellants, are not recom- 
mended because they tend to soak up moisture 
and crate severe internal steaming when exposed 
to heat. 



/. Protective Clothing Maintenance. After use, 
all types of protective clothing should be checked 
for damage from cuts, abrasions, burns, or wear. 
Reflective fabrics of coat and trousers are some- 
what more likely to be cut and torn, especially 
when working close to jagged metal such as dam- 
aged aircraft. All items of clothing should be 
flushed off after use to remove any residues of 
fuels, extinguishing agents, oils, chemicals, dirt. 





Figure 2-1. Normal protective clothing. 



Figure 2-2. Special protective clothing. 
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etc. Persistent dirt or other contamination should 
be removed by washing with soap or mild deter- 
gents, water, and a brush. In come cases, mild 
solvents may be used for cleaning. Tumbling, 
scrubbing, or abrasive action would be kept to a 
minimum, particularly for aluminized reflective 
fabrics. Clothing should be thoroughly dried after 
cleaning to prevent molding or rotting. Some pro- 
tective hood models have a special facepiece glass 
which may be removed for cleaning or replace- 
ment. The glass is removed by unfastening one 
side of the frame and sliding out the glass. 

2-3. Special Protective Ciothiing 

Special protective clothing is used to fight fires of 
extreme heat, such as oil, missile, and aircraft 
fires. 

a. Aluminized Cov&S. These consist of separate 
long coat and trouser covers made of special 
heat-reflective aluminized cloth, the same material 
of which the hood and gloves in figure 2-2 are 
made. This material reflects about 90 percent of 
all radiant heat when clean. The basic fabric is 
primarily of noncombustible yarns (minimum 84 
percent glass fiber and asbestos), and is not read- 
ily ignitable if subjected to flashbacks or contact 
with splashed burning fuel. When worn over nor- 
mal bunker coats and trousers, with inner liners 
removed, they absorb and pass on to the body only 
about 1/lOth as much heat as the normal duck 
bunker clothing. This combined assembly's weight 
is about 30 percent less than that of the standard 
bunker clothing with inner liners, and provides 
greater freedom of movement, more effective op- 
erations, and personal safety. Covers may be 
worn over normal arctic type clothing when on 



standby in extremely cold climates. Combinations 
of the coat and trouser covers with other clothing 
allow the wearer to approach closer to a hot fire 
and stay longer safely without becoming uncom- 
fortable. By proper prearrangement of the reflec- 
tive covers over bunker coats and trousers, they 
can be put on in essentially the same time as 
bunker clothing alone. 

b. Hood. This is a protective plastic skull case- 
ment with a sweatband and braces positioned in 
the upper portion. To this is fastened a swiveled 
headpiece of thin, hard, lightweight fire-resistant 
composition material holding a thick safety, fire- 
resistant, and heat-reflective glass facepiece (fig. 
2-2). The hood assembly-from the skull base in 
the rear and chin level in the front-is draped 
with a special asbestos and glass fiber heat- and 
fire-resistive cloth which drops to the shoulders 
when wcrn, to protect the otherwise exposed por- 
tion of the head, neck, and face. The entire face- 
piece-body assembly to the hood, including draped 
fabric, may be swung away from the face to the 
top of the hood without moving the skull casement 
from the hood. Before entering the fire or fuel 
spill area, wearers should check that the fabric 
drape is completely down and overlapping the 
coat at the shoulders. Wearers should also vacate 
the area and remove the hood or lift the facepiece 
when they notice vapor inside the hood. 

c. Goggles. If a mask is not worn which will 
protect the eyes, shatter resistant goggles should 
be worn when working with power tools or hand 
tools in pulling, cutting, or striking operations. 
Goggles must be of good quality to avoid distorted 
vision. 



Section II. FIRE APPARATUS 



2-4. Breathing Apparatus 

The body can survive a great deal of external 
damage, but if breathing stops death will result in 
a short time. By using the proper breathing appa- 
ratus the firefighter will be able to enter and work 
in many fire atmospheres and carry out rescue 
operations or attack a fire at its seat. A person 
working with a breathing apparatus must rely to 
a great extent on his sense of touch. His vision 
will probably be restricted by smoke and dark- 
ness, and to a certain extent by the mask face- 
piece itself. It is absolutely necessary that a fire- 
fighter is thoroughly trained before he attempts to 
use breathing apparatus on the fire ground. In 



addition, the apparatus used must be of a suitable 
type and properly maintained. 

a. Rul& for Using a Breathing Apparatus. 
When working with breathing apparatus, the fol- 
lowing rules must be observed. 

(1) Use breathing apparatus only when in 
good health and physical condition. 

(2) Do not use breathing apparatus when ov- 
erexerted. Do not use if you have already suffered 
from exposure to the unbreathable atmosphere. 

(3) Check the operation of the apparatus be- 
fore entering the fire area. 

(4) Always work in pairs. It is important to 
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have another trained individual present in case of 
a malfunction in the apparatus. 

(5) When possible, stay in contact with a 
hose line, or use a life line, so escape can be made 
quickly if necessary. If you should lose contact 
with a hose line, find a wall and follow it to a 
window or doorway. To avoid crawling in circles, 
feel the flooring. Usually floor boards, seams in 
carpeting, or cracks in tile flooring can be located. 
Following these will lead you in a straight line to 
a wall. 

(6) Conserve air ; work efficiently and make 
every movement count. 

(7) Thorough training and practice with the 
type of breathing apparatus to be used is abso- 
lutely necessary. 

(8) Recognize the limitations of the equip- 
ment. Under fire conditions you will have to move 
slowly as vision is limited. You cannot work as 
efficiently with breathing apparatus, but you 
might not work at all without it. 

(9) Allow sufficient time to get out of the 
area in which you are working when the air sup- 
ply or the oxygen generating capability of the 
apparatus is used up. 

b. Breathing Apparatus for General Fire Figtit- 
ing Use. The compressed air, self-contained de- 
mand type breathing apparatus is the only type 
apparatus acceptable for use by Army firefighters. 
This demand type compressed air apparatus (fig. 
2-3) has a tank of compressed air which is car- 
ried by the firefighter and supplies air as he needs 
it. 

c. The Compressed Air, Self-Contained, De- 
mand Breattiing Apparatus. This breathing appa- 
ratus (fig. 2-3) supplies oxygen in the form of 
compressed air from a cylinder which is carried 
by the firefighter. Its name reflects the fact that 
the air from the cylinder is supplied to the wearer 
through a demand valve as the wearer inhales. 
This valve regulates the flow of air proportionate 
to the supply required and reduces the pressure so 
that it is supplied to the facepiece at or slightly 
above normal atmospheric pressure. A variety of 
this apparatus is designed which maintains a 
slight positive pressure at all times to insure 
against leakage. This apparatus is called a pres- 
sure demand breathing apparatus and is similar 
in operation to the demand apparatus. Operation 
of the demand valve or regulator is fairly simple. 
It consists of a large diaphragm which moves in 
and out with the wearer's inhalation and exhala- 
tion. As he inhales, pressure on the diaphragm 
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Figure 2-S. The compressed air, self-contained 
demand type breathing apparatus. 



decreases and permits air to flow from the cylin- 
der. The diaphragm permits enough air to flow 
from the cylinder to provide air in the facepiece 
at or slightly above normal atmospheric pressure. 
When inhalation stops, the diaphragm miOves in- 
ward and stops the flow of air from the cylinder. 
An exhalation valve on the facepiece releases ex- 
haled air to the outside atmosphere. A speaking 
diaphragm is also located on the facepiece of most 
apparatus now being manufactured to permit 
communication without removing the facepiece. 
The air cylinder is normally carried on the user's 
back. A cylinder containing about 40 cubic feet (1 
cubic meter) of air at a pressure of about 2000 
pounds per square inch (140 kilograms per square 
centimeter), when full, has become standard in 
the fire service. It will provide 30 minutes of pro- 
tection under test conditions. When used on the 
fire ground, conditions will not be exactly the 
same as during the tests. The air supply may last 
less than 30 minutes, possibly as little as 15 mi- 
nutes. Many makes and models of demand breath- 
ing apparatus are in use. In all cases, the detailed 
instructions provided by the manufacturer should 
be followed carefully when using, maintaining, 
and repairing the apparatus. The following are 
general procedures for using this apparatus. 

(1) Inspect the apparatus visually to make 
sure that all parts appear to be in good operating 
condition. 

(2) Check the cylinder pressure gage to be 
sure the cylinder is fully charged. 

(3) Quickly check all straps to make sure 
they are fully extended. 
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(4) Check the demand regulator to be sure 
the main hne valve is fully open and the bypass 
(red) valve is completely closed. The bypass (red) 
valve permits air to flow directly to the facepiece 
without being governed by the operation of a reg- 
ulator. It is used for escape if the regulator fails 
to function properly. If it is necessary to use the 
bypass valve, first open it slightly and close the 
mainline valve. Next, adjust the bypass valve 
slowly until just enough air is being supplied to 
the facepiece to permit breathing while escape is 
made. If the bypass is opened suddenly excessive 
air pressure reaching the facepiece may cause it 
to lift and destroy the seal, leaving you exposed to 
the contaminated atmosphere until the facepiece 
can be seated to obtain a proper seal again. If 
both hands are not needed to escape, as they 
would 'be in climbing a ladder, it is possible to 
gain additional escape time by opening and clos- 
ing the bypass valve as air is needed while you are 
escaping. 

(5) Turn the cylinder valve to the full open 
position. If the mask is so equipped, set the re- 
serve lever to start. 

(6) Insert the left arm through the harness, 
swing the cylinder assenbly on to the back, and 
insert the right arm through the harness. It is 
important to insert the left arm through first, to 
r*cude the chance of damaging the regulator by 




striking it on something as the harness swings 
around while placing the cylinder on your back 
(fig. 2-4). 

(7) Take up on the shoulder straps so that 
the cylinder is positioned well up on the back. 

(8) Fasten the chest and waist straps. 

(9) Grasp the facepiece between the thumbs 
and forefinger. Place the chin in the lower part of 
the facepiece and pull the strap harness back over 
the head. Tighten the straps by pulling straight 
back, not out to the side, first the lower two 
straps, next the two side straps. Place the hands 
on the strap harness and push it back toward the 
neck. Again tighten the lower straps, then the 
side straps. They should be snug and not too tight. 
It should not be necessary to tighten the top 
strap. Check the fit of the facepiece by placing one 
hand over the end of the breathing tube and in- 
haling. The facepiece .should collapse against the 
face. 

(10) When ready to enter the structure or 
the contaminated area, connect the breathing tube 
to the regulator outlet (fig. 2-5). 

(11) When the low air pressure warning 
device (bell, whistle, or resistance to breathing) 




Figure 2-i. Putting on the compressed air, 
self-contained demand breathing apparatus. 



Figure SS. Connecting the breathing tube to 
the regulator outlet. 
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operates, if the apparatus is so equipped, place the 
reserve lever in the reserve position, and retreat 
to a safe and breathable atmosphere at once. Some 
air pressure will remain in the cylinder even after 
low pressure warning devices have operated and 
escape has been made. This should be allowed to 
remain, as a positive pressure in the cylinder will 
prevent outside air from being forced into the 
cylinder as the air pressure of the atmosphere 
changes. This "breathing" would let moisture 
into the cylinder and could cause rust. Rusting of 
the cylinder might result in cylinder failure under 
pressure, or the accumulation of carbon monoxide 
within the cylinder. 

d. Breathing Apparatus for Special SittMtions. 
Rescue work in an extremely confined space, work 
in a remote area of a large building which cannot 
be reached or withdrawn from in a short time, or 
prolonged operations on an elevated platform pre- 
sent situations in which special types of breathing 
apparatus are useful. One of these special types is 
the air line apparatus. It is similar to the demand 
breathing apparatus, except that air is supplied 
through a long small dianiieter hose from large 
compressed air cylinders which are usually 
mounted on the fire truck. Another special type is 
the air hose apparatus. It supplies air through a 
large diameter hose from a blower or pump lo- 
cated outside the unbreathable atmosphere. 
Should the blower fail some air can still be ob- 
tained through the large diameter hose. 

e. Limitations of All Breathing Apparatus 

Breathing apparatuses are a means of supplying 
air to the firefighter, but other dangers still exist. 
In addition to the time limits in which breathing 
apparatus functions adequately, the firefighter 
may become exposed to intense heat or toxic gas. 
Some of the latter can be absorbed through the 
skin and produce serious health effects. 

2—5. Fire Trucks 

Because of the various firefighting problems 
common to all Army installations, several types of 
fire apparatus (trucks) are provided. These 
trucks have pumping capacities ranging from 300 
to 750 gallons per minute (gpm) (1135 to 2650 
liters per minute). Factors to be considered in 
determining apparatus requirements are : loca- 
tion, construction, occupancy, property value, ex- 
isting safeguards, and availability of outside fire 
protection assistance. Current models of struc- 
tural firefighting apparatus used by the Army in- 
clude class 750A, class 500, and classes 530B and 
53oc. 



a. Class 750A Fire Truck. These trucks are the 
largest pumping units authorized. 

(1) They are, in general, the same type used 
by municipal fire departments. They are mounted 
on a 4 X 2 chassis. (The expression "4 x 2" means 
that the truck has four axle endings and that two 
of them are power driven.) 

(2) Water pressure is provided by a mid- 
ship-mounted centrifugal type pump, driven by a 
special gear train or transfer unit from the vehi- 
cle engine. The pump on a class 750A pumper can 
supply four 21/2-inch (6,35-centimeter) hose lines 
at the same time under normal operating condi- 
tions. The total pump capacity varies with pres- 
sure requirements, as follows : 750 gpm (2839 h- 
ters per minute) at 150 pounds (68 kilograms) 
net pump pressure, 525 gpm (1987 hters per mi- 
nute) at 200 pounds (91 kilograms) net pump 
pressure, and 375 gpm (1424 liters per minute) at 
250 pounds (113 kilogramis) net pump pressure. 
The booster water tank is mounted in the front 
end of the hose body and is permanently con- 
nected to the intake side of the pump. Its capacity 
is 150 gallons (568 liters). 

(3) The hose body can hold from 1,000 to 
2,000 feet (305 to 610 meters) of 21/2-inch (6.35- 
centimeter) double jacketed hose. In addition, the 
class 750A fire truck carriers 150 feet (46 me- 
ters) of 1-inch (2.54-centimeter) booster hose 
permanently attached to the discharge side of the 
pump. The purpose of the booster tank and the 
attached 1-inch (2.54-centimeter) hose is to ena- 
ble the firefighting crew to extinguish a small fire 
in the fastest way possible before it spreads so 

•much as to require a lengthy major layout and 
loss of considerable time and property. The 
booster hose may be carried either on a reel or in 
a compartment basket. 

(4) On the class 750A fire truck the linemen 
and the plugmian can ride in the cab behind the 
driver. Ladders and hard suction hoses are in 
compartments on top of the side compartments, 
all tools and accessories are in closed compart- 
ments, all pump controls are in closed compart- 
ments, and there is a 40-gallon (152-liter) foam 
tank located forward of the water booster tank. 

b. Class 500 Fire Truck. The class 500 fire truck 
is commonly used at most installations. 

(1) It is similar to the class 750A fire truck 
except that it is smaller, has less pump capacity, 
and all tools and equipment are externally 
mounted. The class 500 fire truck has a 4 x 2 
chassis and 90 to 100-horsepower engine. It car- 
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ries a midship-mounted 500-gpm (1892-liter per 
minute) pump, a booster water tank, liose body, 
and all standard firefighting tools and equipment. 
(2) The centrifugal pump, driven by a trans- 
fer unit from the main engine, can supply two 
21/2-inch (6.35centimeter) hose lines within its 
limits of capacity. It uses a 150-gallon (568-liter) 
booster tank, 750 to 1,000 feet (229 to 305 me- 
ters) of 2 i/^-inch (6.35-centimeter) hose, and a 
150-foot (46-meter) 1-inch {2.54-centimeters) 
booster line hose. 

c. Class 530B Fire Truck The 5 SOB pumper 
truck (fig. 2-6) is a 6 x 6, 21/2-ton (2.2%metric 
ton) truck equipped to combat all classes of fires. 
It has a 500-gpm (1892-liter per minute) mid- 
ship-mounted pump, a 400-gallon (1514-liter) 
booster water tank, and 40-gallon (152-liter) liq- 
uid foam tank. It can carry 800 feet (244 meters) 
of 11/2-inch (3.8-centimeter) hose and 1,200 feet 
(366 meters) of 21/2-inch (6.35-centimeter) hose. 
Two hose reels each containing 150 feet (46 me- 
ters) of 1-inch (2.54-centimeter) hose are located 
behind the cab. This truck, like all other fire 
trucks discussed in this section, has a foam pro- 
portioning system for introducing foam into the 
water discharge. As a self-contained general pur- 



pose firefighting vehicle, this truck is completely 
equipped with portable extinguishers, ladders, 
floodlights, flashlights, tools, and other accessories 
commonly knows as "removable firefighting equip- 
ment," The equipment on this truck, like the 
equipment on the class 500, is in the open and 
visible. The pump controls are external and the 
hosemen ride on the tailboard. See paragraph 1-6 
for the different units that may be used with the 
530B. 

d. Class 530C Fire Truck. The 530C (fig. 2-7) 
is the same as the 530B fire truck, except that the 
530C has a turret extinguisher (pump) which 
permits extinguishment while the truck is mov- 
ing. The 513OC also has a 750-gpm (2839-liter per 
minute) pump instead of the 500-gpm (1892-liter 
per mSnute) pump on the 530B. 

e. Trailer-Mounted Pumping Unit. The trailer- 
mounted pumping unit consists of a two-wheel 
trailer carrying a self-contained 500-gpm (1892 
liter per minute) centrifugal pump directly con- 
nected to a 90- to 110-hp engine, 300 feet (92 
meters) of li/^-inch (3.8-centimeter) hose and 500 
to 700 feet (152 to 214 meters) of 21/2-inch (6.35- 
centimeter) hose, and the standard firefighting 
equipment. The pump does not have a perma- 




Figure S~6. 5S0B fire truck. 
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Figure S~7. SSOC fire truck. 



nently installed pressure regulator or pressure-re- 
lief valve. The pump operator must meet changing 
firefighting requirements by manually adjusting 
the controls. The pump can supply 2i/^-inch 
(6.35-centimeter) hose hnes at 500 gpm (1892 li- 
ters per minute) at 120 pounds (54 kilograms) 
net pump pressure, 250 gpm (946 liters per mi- 
nute) at 200 pounds (91 kilograms) net pump 
pressure, and 167 gpm (632 liters per minute) at 
250 pounds (113 kilograms) net pump pressure. 



f. Skid-Mounted Pumping Unit. The skid- 
mounted pumping unit is a self-contained unit 
consisting of a powerplant and a 500-gpm (1892 
liter per (minute) pump mounted on a single-skid 
base. Fire departments may augment the water 
supply and pressure on such systems by pumping 
from the hydrant through one or two 21/^ -inch 
(6.35-centimeter) hose lines connected to the fire 
department (Siamese) connection of the sprinkler 
system. 



Section III. TOOLS, APPLIANCES, AND KNOTS 



2-6. Introduction 

a. The tools, appliances, and eqnipmcnt needed 
in firefighting vary greatly according to thesitua- 
tion. The firefighting tools and appliances dis- 
cussed in this section include hoses and hose tools, 
ladders, special tools such as axes and pry-bars, 
ropes, wrenches, couplings and connections, sal- 
vage equipment, and lights. It is most important 



that the firefighter be familiar with all the tools 
and appliances he may use. 

b. In addition to itemizing, identifying, and de- 
scribing the types of equipment used, this section 
also explains operation, safety procedures, and 
preventive maintenance as they apply to each type 
of tool and appliance. 
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2-7. Hoses 

Hose layouts subjected to any degree of high pres- 
sure are always a potential source of danger and 
may contribute to the failure of an operation. 
Accidents and failures caused by discharge lines 
can be prevented if firefighters are well trained in 
the proper use of hose lines and if complete tests 
and inspections of hoses and related equipment 
are made periodically. 

a. Types. Five types of hose are currently being 
used by the Army, some much more widely than 
others. The most widely used type is the cotton- 
jacket, rubber-lined hose in 2y2-inch (6.35-centi- 
meter) and 1 1/2-inch (3.8-centimeter) sizes. An- 
other type used is the rubber-covered, rubber- 
lined hose, usually in comparatively smaller di- 
mensions, used for finishing lines, booster lines, 
and high-pressure hoses. A third type is the rub- 
ber-lined, wire-reinforced hose, used in operations 
where rigidity is essential. A fourth type is the 
unlined linen hose, which is light and pliable but 
not immediately watertight. The 'fifth type is the 
polyester hose. This hose is made of light weight 
dacron with pin or rocker plug couplings. It comes 
in standard 50-foot (15-meter) lengths in ll^- 
inch (3.8-centimeter) and 21/2-inch (6.35-centime- 
ter) diameters. 

b. Care of H ose. Hose is so vital to firefighting 
operations: that its care must be the responsibility 
of every firefighter. The following are some of the 
causes of Ihose damage and general precautions in 
handling hose. 

(1) Dragging the hose along the ground fre- 
quently results in cuts, abrasions, punctures, and 
damaged couplings, threads, or lugs. 

(2) Pulsations in the pump cause the suction 
and discharge hose sections to vibrate which 
chafes the hose jackets where the hose touches. 
Serious hose injury results when these surfaces 
are rough or have sharp edges. Hose damage is 
most pronounced near the engine. Farther away, 
the vibration is absorbed by the elasticity of the 
hose. 

(3) Vibration may be almost unnoticed, yet it 
may weaken the hose so much that it fails in a 
relatively short time. To prevent this, chafing 
boots must be inserted between the hose and the 
ground at the affected points. If chafing boots are 
not available, burlap, rope cushions, or any suita- 
ble substitute may be used. The chafing boot con- 
sists of a pad, usually a portion of salvaged 
hose, which is strapped or clamped to the hard or 
soft suction hose during pumping operations. 



(4) Hose may be damaged by imiproper oper- 
ation at the .shutofF nozzle. Closing the nozzle 
quickly causes a sudden increase in pressure 
which may rupture the hose. If the nozzle is 
opened quickly, back pressure will increase 50 
percent, and the operator may lose control of the 
hose, which may injure personnel in addition to 
damaging the hose. 

(5) One of the most common causes of hose 
injury is the result of vehicles being driven over 
hose layouts. Serious damage is less likely when 
the hose is charged with pressure. When the hose 
is empty or under insufficient pressure, the jacket 
may be separated from the lining or the hose may 
be ruptured or torn from the coupling. This type 
of damage can be prevented by hose bridges (fig. 
2-8). Two of them should be built and carried on 
the truck at all times. After the hose lines are 
laid, the bridges are placed over them at the de- 
sired spacing, generally about 4 feet (1.2 meters) 
apart. If standard bridges are not available, a 
suitable bridge may be set up with materials 
found at the scene of the fire. A simple bridge 
consists of planks, laid on each side of the hose, 
thick enough to keep the wheels from striking the 
hose. 

(6) When possible, the hose lines should be 
stretched on the same side of the road as the fire. 
The lines should be laid parallel to the curb, but 
not so close to the curb that acid or oil floating 
down the gutter may come in contact with the 
hose. When a street or areaway must be crossed, 
the hose should be laid on the same side of the 
street as the hydrant, parallel to the curb and up 
to a point opposite the fire, then across the street. 
Thus, fire equipment that follows need not travel 




Figure S-8. Hose bridges. 
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over the hose unless it is necessary to pass to the 
far side of the fire. 

(7) Where freezing temperatures are 
common, hose is frequently damaged by rough 
handling during the winter. When the hose is 
frozen, the fibers are weakened and the threads 
which run lengthwise in the hose are warped. A 
break in the hose will be caused if it is not han- 
dled carefully. If the hose is frozen to the ground 
or street, remove it by carefully chopping away 
the ice beneath it. Do not remove the ice which 
remains stuck to the hose. Place the hose in the 
truck with the least possible bending and forcing 
and take it back to the station. After the frozen 
hose thaws out, it should be stretched out, washed, 
and left to dry. 

(8) Firehose should not be dropped because 
this may damage the couplings. When possible, 
the hose should be carried at the couplings. When 
hose is carelessly handled, the exposed threads of 
the male coupling may be damaged so much that 
efficient connection to the female coupling is im- 
possible. The female coupling is easily knocked 
out of round, thus making the entire 50-foot (15- 
meter) length of hose useless in a layout. 

(9) Firehose is frequently and unavoidably 
burned at fires. All hose which has been exposed 
to fire should be turned in to salvage if extensive 
damage is found at a considerable distance from 
either of the couplings. When the damage is close 
to the coupling, the damaged portion may be cut 
off and the coupling replaced. 

(10) If hot liquids penetrate the cover of the 
hose, the lining is loosened seriously which weak- 
ens the hose. Chemical injury cannot always be 
prevented, especially at fires at chemical depots 
and warehouses. In addition, it is almost impossi- 
ble to detect the presence of injurious chemicals 
in water that may be flowing from a burning 
structure. Many acids, even when diluted, can 
stain and destroy the hose jackets. When acid 
damage is suspected, each length should be care- 
fully examined for brown or powdery spots. The 
exposed portions should be washed immediately 
and thoroughly with baking soda solution and 
then given a pressure test. 

(11) Petroleum products such as gasoline, 
oils, and greases, upon coming in contact with 
hose, cause rapid deterioration of the rubber lin- 
ing by dissolving the cement and loosening the 
lining from the jacket. When a single hose length 
is used after having been exposed to lubrication 
products, the lining tears apart and piles up in 



one end of the hose. This causes considerable loss 
or complete stoppage of waterflow. 

(12) Paint and paint thinner are equally 
harmful to firehose. Consequently, paint should 
not be used to mark the hose. A thin application 
of indelible ink with the aid of a stencil should be 
used. Hose should be cleaned with mild soap and 
water solution, followed by a thorough rinse in 
clean water and a complete drying process to pre- 
vent mildew. Damp or dirty hose should never be 
stored. Hose such as the dacron type will not mil- 
dew and may be stored wet in warm weather. 

c. Maintenance. Improper or incomplete mainte- 
nance shortens the life of the hose and may result 
in hose failure at a critical time. Hose mainte- 
nance is somewhat complicated because hose com- 
ponents present entirely dissimilar problems. The 
jacket and rubber lining deteriorate with age re- 
gardless of whether or not the hose is used. Rub- 
ber deterioration can be delayed if the lining is 
not allowed to dry rot. If the jacket is kept wet, it 
is subject to mildew and fungus which destroys 
the fiber. Keeping the rubber moist and the cotton 
clean and dry requires frequent handling of the 
hose, which makes the couplings more liable to 
damage. 

d. Inspections and Tests. Fabric-jacket, rub- 
ber-lined hose must be inspected daily and after 
each use. 

(1) The after-use inspection includes the re- 
moval and inspection of all hose which is wet. 
After the fabric jacket is cleaned and visually 
inspected, the couplings should be examined for 
proper operation and the hose placed on the 
drying rack. If there is dirt or dampness in the 
hose bed, the remaining hose should be removed 
from the truck and replaced with clean, dry hose. 

(2) All discharge and suction hoses should be 
hydrostatically tested seminannually to determine 
whether each section can withstand operating 
pressures. Up to six lengths (300 feet (92 me- 
ters)) of discharge hose tniay be tested at one 
time. One-inch (2.54-centimeter) rubber-covered 
hose and II/2 (3.8) and 2y2-inch (6.35centimeter) 
double, cotton-jacket, rubber-lined hose should be 
tested at 150 pounds (68 kilograms) of pressure. 
Fabric-jacket, rubber-lined ll/j- (3.8) and 21/^- 
inch (6.35-centimeter) hose should be hydrostati- 
cally tested at 250 pounds (1113 kilograms) pres- 
sure for 5 minutes. The hard and soft suction hoses 
should be tested at 100 pounds (45 kilograms) of 
pressure. The hard suction hose should be vacuum 
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tested to an 11 -pound (5-kilogram) vacuum on the 
pump and the lining examined for detects. All 
previously mentioned hose inspection procedures 
are repeated together with the hydrostatic tests 
on the semiannual inspection. 

e. Drying. All hose must be dried before being 
stored. The interior of each length must be 
drained of all water. Water that remains in the 
hose for any length of time tends to remove the 
sulfur from the rubber, as shown by a sulfuric 
acid solution which can be drained from carelessly 
stored hose. Hose-drying racks may be of any size 
or general arrangement as long as they have a 
reasonable slope to encourage drainage. 

f. Storage. Proper storage of unused hose is a 
vital part of hose maintenance. To prevent rapid 
deterioration, hose should be stored in a clean, 
dry, well-ventilated location out of direct sunlight 
and away from heating pipes and radiators. Heat 
and sunlight cause rubber covers and linings to 
become hard and brittle. 

g. R^lacing Damaged Couplings andSdvaging 
Hose. Fire-department personnel are responsible 
for replacing damaged hose couplings and for sal- 
vaging damaged hose. Damiaged hose may be sal- 
vaged by cutting out defective portions and recou- 
pling the remaining portions. Not less than two- 
thirds of a section should be recoupled, although 
short lengths may be used occasionally for pur- 
poses other than layouts to fires. Couplings should 
be removed and replaced as follows : 

(1) Place the coupling in a vise and cut 
through the expansion ring with a chisel or some 
other tool. 

(2) Remove the expansion ring, hose, and 
rubber gasket. 

(3) Cut off the damaged portion of the hose 
with a sharp knife and make sure that the end of 
the hose is square and smooth. 

(4) Place the expansion ring in the coupling. 

(5) Fit the expansion ring inside the hose 
flush with the hose end. 

(6) Insert the hose in the coupling tailpiece. 

(7) Make sure the hose is flush with the gas- 
ket and the shoulder of the coupling. 

(8) Using an expansion tool, expand the ring 
until it locks firmly inside the coupling. Several 
types of expansion tools are manufactured. The 
directions for use and specifications for pressure 
are published by each manufacturer. Follow these 
directions and specifications exactly. 



tl. Hose Records. Complete records of perform- 
ance, maintenance, and testing are a basic part of 
any maintenance program. The minimum records 
required for firehose are kept by fire-department 
administrative personnel. 

(1) As each length of hose is received, an 
identifying number is stamped on its coupling. At 
the same time, a record (DA Form 5-78) is set up 
indicating the hose number, type of hose, date 
received, and manufacturer (fig. 2-19). There- 
after, operating and maintenance data are entered 
regularly on this form. 

(2) Entries include the date the hose was 
tested, test pressures, and remarks on the test; 
explanation of any hose failure, the cause and the 
date ; date of any recoupling; and details of other 
unusual maintenance. Firehose records are kept 
in the fire station where they are available for 
immediate reference. In addition, copies of test 
reports may be kept in the daily department rec- 
ords. 

2-8. Hose Couplings 

a. Use. Hoses are issued in sections fitted with a 
female-threaded coupling at one end and a male- 
threaded coupling at the other. Hard-suction 
hoses are usually in 10 to 14-foot (3 to 3.8-meter) 
lengths. Hose lines may be made any desired 
length by coupling individual sections together. 
For fire service use, hose couplings must- 

(1) Be easily and quickly made up and bro- 
ken (connected and disconnected). 

(2) Form a watertight connection when 
handtight. 

(3) Hold securely when hose is dragged or 
hoisted. 

(4) Withstand damage from dragging and 
dropping wlien coupled. 

(5) Be reusable so that damaged portions of 
hose, if close enough to an end, can be cut off and 
the remaining portion recoupled. 

b. Types. Several types are available, the screw 
type having a male coupling with external threads 
and a swiveling female coupling with internal 
threads being most widely used. Couplings should 
conform to the National Standard Fire Hose 
Thread (NST) for the particular size hose. This 
enables hose to be used interchangeably when 
different departments work together on the fire 
ground. The following are some of the couplings 
and connections. 

(1) Double male couplings or connections 
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Figure 2-10. Doubie male and doubie female couplings. 

consist of a single piece of metal hose coupling 
containing two sets of exposed male threads (fig. 
2-10). The purpose of the double imale connection 
is to enable the joining of two female connections 
which could not otherwise be united. 

(2) Double fevale couplings consist of two or 
three pieces of metal hose coupling containing two 
sets of female threads (fig. 2-10). When double 
female couplings have only one swivel, the connec- 
tion frequently contains only two pieces of metal, 
and the solid portion should be connected first. 
Double female couplings which have two swivels 
consist of three metal parts, and it is optional as 
to which female should be connected first. The 
purpose of the double female connection is to 



connect two male couplings to complete a hose 
layout. 

(3) Other types of coupling include snap, 
quarter turn, and reducing couplings (fig. 2-11). 
The snap coupling has spring loaded clips or lugs 
on the female coupling which clamp over a ring 
on the male coupling. Couplings are broken by 
disengaging the clips. The quarter turn coupling 
has beveled lugs on the couplings at each end of 
the hose. They are made up by twisting a quarter 
turn, which causes the beveled lugs to interlock. 
While both types can be made up and broken 
quickly, the advantage of being able to couple 
with a neighboring fire department's hose may be 
lost. Reducing or five part couplings are often 
used on 3-inch (7.6-centimeter) hose so it can be 
used interchangeably with 2 i/o-inch (6.35-centi- 
meter) hose. The smaller waterway caused by the 
reduction does not affect performance much be- 
cause the length of small waterway is very short 
and a jet or venturi effect is created. Except for 
the reducing feature and construction, they are 
the same as the NST screw type. 

c. Features of Screw Type Couplings. The NST 
standards specify the number of threads per inch 
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Figure 2-11. Couplings. 




Figure 2-12. Higbee thread indicator. 

(or centimeters), the shape and dimensions of 
threads, and use of the Higbee cut. The latter 
consists of cutting a blunt end on the first thread 
so that a positive start is made in engaging 
threads and prevent the crossing of threads. It 
also results in a short blank end on each coupling 
that helps to aline the threads and reduces 
chances of damaging threads if the coupling is 
dropped. The Higbee tiiread indicator (fig. 2-12) 
is a notch cut in one lug to show the position of 
the Higbee cut. By lining up the thread indicators 
on both couplings, and they are deep enough to be 
felt with gloves on, threads will engage on the 
first turn. 

d. Material. Brass alloys are commonly used for 
couplings. They are also made of aluminum alloys, 
aluminum, and malleable iron. Iron rusts and 
pure aluminum, while light, is easily damaged. 
Various aluminum alloys are lighter than brass 
and hold up well in service, but are more expen- 
sive. 

e. Lmqs. Lugs (fig. 2-13) are provided on cou- 
plings so that a grip can be obtained with 
wrenches, called spanner wrenches or spanners, 
(fig. 2-14) to assist in breaking couplings. On 
rubber lined fabric hose the rocl(er iug (either 
two or three lugs) is normally used. This consists 
of rounded ears which provide a good gripping 
surface for wrenches, but tend to slide over ob- 
structions as hose is laid. Couplings with pinlugs, 



dot or Navy type lugs, and nut or forestry type 
shape are also used. Pin type lugs catch on ob- 
structions and on each other in the hose bed. Slot 
and nut type couplings are satisfactory but the 
rocker lug is better suited for use witth different 
types of spanners and provides a better grip when 
making handtight connections. Making and break- 
ing couplings is normally unnecessary when using 
booster hose; therefore, couplings with holes for 
use with special booster hose spanners are usually 
used. These have no projections to catch on ob- 
jects. Hard and soft sleeves, on the other hand, 
are carried, rather than dragged, and must be 
made up each time the sleeve is used. They are 
usually equipped with long handled lugs to facili- 
tate making and breaking of the couplings. 

f. Means of Attaciiing to Hose. The most 
common means of attaching couplings to hose 
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E. 

A. THREE ROCKER LUG B. IWO ROCKER LUG 

C. BOOSTER lYPE WITH HOLES INSTEAD OF LUGS 

D. PIN LUG E. LONG HANDLED TYPE FOR USE 

WITH SLEEVES 

Figure 2-lS. Types of coupling lugs. 
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A. BEIT HOOK EYELET 

B. HAMMER HEAD 

C. SPANNER CENTER LUG CLAW 

D. UNCOUPLING CENTER LUGCIAW 

E. PRY HEEL OR FULCRUM 

F. GAS COCKSLOT 

G. WINDOW JIMMY 

Figure 2-H. The spanner wrench. 

(fig. 2-15) is with an expansion ring. A ductile 
brass ring or collar is placed inside the hose. The 
coupling is placed over the hose and the ring ex- 
panded under great pressure to force the hose 
jacket against the corrugated inner face of the 
coupling. Couplings can be reused by extracting 
the expansion ring and using a new one. A means 
of attaching couplings with a screw sleeve is also 
used. With this method, the coupling shell slips 
over the hose jacket. A sleeve containing the male 
threads or female swivel and threads on one end, 
and a double threaded section on the other end, is 
screwed into the hose and forced against the shell. 
Such couplings withstand greater water pressure 
and pull on the hose than expansion ring types. 
They are used most often with booster hose, 
though available for hose up to 21/2-inch (6.35- 
centimeter) diameter. A special key and wrench 
are used to attach the couplings, which can be 
removed for reuse by unscrewing the sleeve. A 
third means involves slipping a coupling shell, 
with threads or swivel and threads, over the hose 
jacket, inserting a tapered sleeve and pulling up 
on the shell. To reuse, the shell is driven back off 
the tapered sleeve. 

g. Making up Coup//ngs. Couplings, particularly 
on rubber lined fabric hose, must be made up 
quickly. Making up or connecting couplings in- 
volves two actions: alining the hose and couplings 
and connecting the threads. If hose is being 
loaded in a hose bed, the additional step of check- 
ing for the presence of a gasket in the female 
coupling bowl is taken before making up thecou- 
pling. The hose is alined so that the flat sides of 
each length are in approximately the same plane. 




COUPLING ATTACHED TO HOSE WITH EXPANSION RING. 




COUPUNG ATTACHED TO HOSE WITH SCREW SLEEVE. 




COUPLING ATTACHED TO HOSEWlTH TAPERED SLEEVE. 

Figure 2-15. Attaching couplings to hose. 

Next, the couplings are alined so that threads will 
engage. Then the couplings are held steady and 
the threads engaged by operating the swivel on 
the female coupling. 

(1) One-mm coupling procedure. Making up 
couplings is normally a one man operation (fig. 
2-16). The female coupling is picked up with one 
hand on the swivel. The hose is brought across the 
right (or left) hip with the feet spread comforta- 
bly apart. The hose is held against the hip with 
the forearm. The male coupling is held with one 
hand, the female coupling with the other. Thecou- 
pllngs are alined by manipulating the swivel on 
the female coupling to engage the threads. An 
alternate method is to aline the hose and cou- 
plings on the ground. The firefighter faces the 
couplings, feet spread comfortably, with one foot 
on the hose directly behind the male coupling (fig. 
2-16). This will tilt up the coupling and at the 
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same time hold it in position. The hose with the 
female coupling is brought up to the male cou- 
pling and the threads are engaged by operating 
the swivel. This method is not practical in deep 
snow, mud, or similar conditions. The swivel is 
rotated counterclockwise until a click is heard, 
then the threads are engaged by rotating the 
swivel in the opposite direction. If the couplings 
contain Higbee thread indicators, line up the 
notched lugs and rotate in a clockwise direction. 

(2) Two-man coupling procedure. Two men 

make up couplings (fig. 2-17) by each grasping a 
coupling and holding the hose against the hip 
with one forearm. The man with the male cou- 
pling holds the coupling so that the other man can 
aline the female coupling with one hand and oper- 




MAKING UP COUPLINGS. 




ate the swivel with the other, thus engaging the 
threads. Couplings are made only handtight be- 
cause the hose is constructed so that when it is 
charged with water it twists and tightens the cou- 
plings. If couplings are tightened with wrenches 
the gaskets may be flattened until they protrude 
into the waterway which partially restricts the 
flow of the water. It also damages the gasket. The 
last step in making up couplings is to give a sharp 
twist or snap as the threads seat home. With a 
good gasket this results in a watertight connec- 
tion. Gaskets are checked by removing them from 
the female swivel and flexing them between the 
thumb and forefinger (fig. 2-18). If they spring 
back to a flat position they are usable. If not they 
should be replaced. Do not leave couplings without 
a gasket. If the gasket must be replaced, do so as 
soon as possible. If the female swivel on a hose 
coupling continues to swivel after the couplings 
are tightened, the threads have not seated com- 
pletely and require further adjustment. 

h. Breaking Couplings. Couplings usually are 




Figure 2—17. Two men making up couplings. 



ALTERNATE METHOD OF MAKING UP COUPUNGS. 




Figure 2-1 6. Coupling hoses. 



Figure 2-18. Cheeking the condition of a gasket. 
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Figure 2-19. Using spanners to break couplings. 




Figure 2-20, Using a rubber mallet to tighten 
eouplings for dmfting 



broken (released) in the same way they were 
made-by hand, In the process, the arm and 
shoulder muscles are used, not the fingers. Span- 
ner wrenches (fig, 2-14) are used as shown in 
figure 2-19 on couplings that cannot be broken by 
hand. The fingers are extended as shown in figure 
2-19 to prevent injury when the coupling breaks 
loose or the spanner slips. 

i Coupling Sleeves for Drafting, Hand-tight- 
ened connections usually suffice for coupling hose, 
but connecting sleeves for drafting and booster 
hose require tightening with a tool. In drafting 
operations, hard sleeves must be airtight. This is 
done by using a wooden or rubber mallet as shown 
on figure 2-20, 



j. Avoiding Damage to Couplings. Damage to 
couplings is usually the result of the following: 

(1) Dropping of uncoupled couplings. 

(2) Dragging of uncoupled couplings. 

(3) Excessive strain or pull, or pressure, on a 
hose line. 

(4) Grit or dirt in the swivel This binds the 
swivel on female couplings. Dirty couplings must 
be washed with water that is mildly detergent. Oil 
or grease only increases the possibility of picking 
up more dirt. 

(6) Crossing of couplings by heavy vehicles. 

2-9. Nozzles 

Nozzles are devices which regulate the amount 
velocity, and form of water released from a hose. 
The following are the different types of nozzles 
used by firefighters. 

a. Fog Node. A fog or spray nozzle (fig. 2-21) 
normally consists of a fog tip, a controlling shut- 
off, and, in the larger sizes, a playpipe with han- 
dles to make controlling of the nozzle easier. The 
fog or spray nozzle breaks up the water stream 
into particles of water which cover a larger area 
and increase the heat absorbing capability of the 






A. STREAM DEFLEC TED FRO M BAFFLE 

B. IMPINGING STREAM 

C. CENTRIFUGAL TYPE 

Figure 2-21, Types of high velocity fog 
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Figure 2- 



Measuring the angle of a fog stream. 



water. Fog nozzles may produce a fixed fog pat- 
tern, or the pattern may be adjustable from a 
straight stream (which is not a solid stream) to a 
wide angle fog of nearly 180 degrees. The angle of 
a fog stream is the approximate angle formed 
from one edge of the stream to the other (fig. 
2-22). Nozzles are available that discharge an al- 
most constant volume of water as fog patterns are 
changed. Others will discharge varying volumes 
of water depending on the pattern. Still others 
have selectors to change the volume of discharge, 
with the discharge remaining almost constant as 
patterns change at a given setting. 

h. Solid Stream Nozzle. The solid stream nozzle 
(fig. 2-23) normally consists of an open tip, a 
controlling shutoff, and a playpipe with handles to 
make controlling the nozzle easier. The volume of 
water discharged at a given pressure depends on 
the size of the tip. Tips are usually interchangea- 
ble to obtain different volume discharges. This is 
an aid if the water supply will not provide an 
effective stream with the larger size tips. The pur- 
pose of a solid stream nozzle is to project water so 
that it will travel a distance or will penetrate 
through loose or porous material. Effectivness of 
the nozzle depends on a smooth surface in the tip, 
so care must be taken not to drop or otherwise 
dent or damage the tip. Design of the solid stream 
nozzle produces a thrust backward on the nozzle 
and hose when it is used. It is important to be 
prepared for this reaction when using this type of 
nozzle. 

c. Combination Nozzle. The combination nozzle 
(fig. 2-24) has both a fog tip and a solid stream 
tip. The controlling shutoff has positions for both 
fog stream and solid stream operation, as well as 
an off position. It should not be used on electrical 
or flammable liquids fire because the control han- 
dle might accidentally be shifted to the solid 
stream position. 




Figure 2-SS. Solid stream nozzle. 




Figure 2-2.4. Combination nozzle. 

d. Applicators. An applicator (fig. 2-25) con- 
sists of a controlling shutoff, a pipe 2 to 10 feet 
(0.6 to 3 meters) long, often bent ait a 45 or 90 
degree angle at the tip end, and a tip which may 
be of the solid stream, high velocity fog, or low 
velocity fog type. 

(1) Low velocity fog tip. This is an imping- 
ing stream nozzle or head (fig. 2-25) in which the 
streams join (impinge) outside the head, produc- 
ing a cloud of fog in the vicinity of the tip, as 
compared to a fog stream which projects out from 
the tip. 

(2) Puncture nozzle. This is a pointed, hard- 
ened g'teel nozzle (fig. 2-26). This nozzle can be 
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LOW VELOCnV FOG APPLICATOR. 
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Figure 2-27. Partition nozzle. 





LOW VELOCFTY FOG TIP. 
Figure 2-25. Low velocity fog tip and applicator. 



ROTATING DISTRIBUTORS 
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Figure 2-26. Puncture nozzle. 

driven through walls and siding, or into loose ma- 
terial such as baled fibers. A place is provided 
near the base of some puncture nozzles so they 
can be driven in with a flathead axe or similar 
tool. 

(3) Partition nozzle. The partition nozzle 
(fig. 2-27) discharges a solid stream at a 90° 
angle to the pipe, with the direction of the stream 
controlled by a handle. The partition nozzle often 
has a pointed projection near the tip to aid in 
pushing it into a wall, though materials through 
which it can be driven are more limited than with 
the puncture nozzle. 

e. Distributor andCellar Pipe. 

(1) Distributor. A distributor (fig. 2-28) 




ROTATING DISTRIBUTOR IN OPERATION 

Figure 2-28. Distributors. 

consists of a swivel with an arrangement of 
straight or fog tips. The reaction of the tips 
causes the swivelled head to rotate rapidly. This 
throws a spray in a spherical pattern around the 
distributor. It is useful for attacking fires that 
cannot be reached by other means. Before the 
device is put in operation a controlling shutoff 
must be placed in the line so that the distributor 
can be shut down before removing it. 

(2) Cellar pipe. The cellar pipe (fig. 2-29) 
consists of a short pipe with one or two straight 
tips and levers to control the direction of the 
stream or streams. Cellar pipes are used in the 
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CELLAR PIPE 




CELLAR PIPE IN OPERATION 

Figure 2-29. Cellar pipe. 

same manner as distributors but have greater 
reach. They also require a controlling shutoff like 
the distributors. 

f. Master Stream Devices. Basically, a master 
stream device (fig. 2-30) consists of a Siamese or 
manifold arrangement for collecting water from 
more than one line of hose and for mechanically 
directing the stream and the nozzle tip. Tips are 
removable so that the proper type and size can be 
used for a particular situation. A length of pipe 
called a stream straightener is used with sohd 
stream tips. It contains thin baffles or vanes to 
keep the large volume of water from swirling and 
breaking up the stream. A monitor nozzle is used 
from the ground and can be mounted for use on 
an engine. A d^ugeset is an older version of the 
monitor nozzle. It consists of separate parts 
joined by a large diameter pipe or hose. It nor- 
mally is not mounted on an engine because its 
rotation would be limited. The decfc pipe is 
mounted on an engine, connected directly to the 
pump by piping. 1 1 may also be connected to Sia- 
mese inlets mounted permanently on the engine or 
truck. A ladder pipe is attached to an aerial lad- 



der. It is supplies by a large diameter hose with 
the Siamese on the ground. Some ladder pipes are 
mounted permanently on the bed section of an 
aerial ladder. All master stream devices have con- 
trols to govern the vertical direction of the 
stream. The monitor nozzle and deck pipe have 
horizontal direction controls as well. Some ladder 
pipes and deluge sets have controls to permit lim- 
ited horizontal movement of the stream. A ladder 
pipe should be moved horizontally by rotating the 
ladder. This avoids placing dangerous stress on 
the ladder. 

g. Sprinldo" Heads. Heads on sprinkler systems 
(fig. 2-31) in structures act as metering devices. 
They give the advantage of applying water in the 
fire area without sending men into it. Fire depart- 
ments must supply such systems with hose lines 
from engines to assure adequate volume andpres- 
sure of water. 

2-10. Devices Which Control Flow 

The following are in-line valves which control the 
flow of water through hose lines: 

a. Ball Valves. The ball valve (fig. 2-32) con- 
sists of a housing with couplings, a ball with a 
waterway through the middle, and a handle to 




A. MONnORNOZZLE B. DELUGE SET 

C.DECKPIPE D. UVDDERPIPE 

Figure 2-30. Master stream devices. 
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Figure 2-31. Sprinkler head discharging. 




ROTATING BAFFLE 
VALVE 



BUTIERFLYVALVE 

Figure 2-32. Devices that control flow. 

turn the ball. In most models, when the handle is 
turned in line with the hose line the valve is open. 
Turning the handle to a right angle to the hose 
line, or to a right angle to the open pcsition, ro- 
tates the ball and shuts the valve. Earlier versions 
have a cylinder in place of the ball. 

b.GateValve. The gate valve (4ig. 2-32) has a 
housing with couplings and a baffle, or solid plate 
which is operated by a handle and screw arrange- 
ment. Turning the handle moves the baffle down 
into (or up out of) the waterway. 

c. Butterfly Valve. A butterfly valve (fig. 2-32) 
or keystone type valve consists of a housing with 
couplings, and a baffle or plate connected to a 
quarter turn handle. It operates in the same way 



as the ball valve, except that the flat baffle in- 
stand of a ball with a waterway forms the shutoff. 
The chief advantage of the butterfly valve is ease 
of maintenance and repair. 

d. Rotating BaffleValve. Rotating baffle valve 
(fig. 2-32) consist of two baffles, each with two 
open 90-degree segments. Turning one of the baf- 
fles to line up its open segments with those in the 
second opens the valve. Turning it to line up its 
open segments with the closed segments in the 
second baffle closes it. This type valve is also 
known as the "gizmo". 

2-11. Devices That Combine or Divide Flow 
The following are combining or dividing devices 
used by firefighters : 

a. Wyes. A wye (fig. 2-33) divides a hose line 
into two lines of the same or smaller size. If it has 
controlling valves (gate or ball valve), it is known 
as a gated wye. Most controlling valve wyes today 
are manufactured with ball type valves. If the 
wye divides the line into smaller lines it is called a 
reducing wye or gated reducing wye. The gated 
reducing wye which divides a 2V2-inch(6'.35-cen- 
timeter) hose line into two 1 1/2-inch (S.S-centimfi- 
ter) lines is very common. 




FO UR WAY SWITC H VALVE 

Figure 2-33. Combining and dividing devices. 
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b: Siamese. The Siamese is a Y-shaped connec- 
tion (fig. 2-33) which combines two ormore hose 
lines into a single line of the same or larger size. 
It is used primarily to join two 2 V^-inch (6.35- 
centimeter) intake lines into a single 2i/^-inch 
(6.35-centimeter) outlet line or into other heavy 
stream appliances. Siamese may have swing check 
valves (clapper valves) to assure that water will 
not flow back through any of the inlets, and are 
then called clapper valved Siamese. They may 
have gate or ball valves called gated Siamese. A 
Siamese that combines from two to four small 
lines into a single larger line is known as an irir- 
creasing Siamese. The gated increasing Siamese is 
often carried on the large steamer inlet of a 
pumping engine and is also known as a suction 
Siamese, 

c. Water Tliief. The water theif (fig. 2-33) has 
a 2y2-inch (6.35-centimeter) inlet and two gated 
11/2-inch (3.8-centimeter) discharges, as well as a 
2V^-inch (6.35-centimeter) discharge which may 
or may not have a controlling valve. It is used for 
taking short attack lines from a 2i^-inch (6.35- 
centimeter) or B-inch (6.6%centimeter) supply 
line. 

d. Four-Way Switcli Valve. The four-way 
switch valve (fig. 2-33) is used to hook up a sup- 
ply line to a hydrant. It permits hooking, up a 
pumping engine to the hydrant later, without 
shutting down the supply, and then increasing 
water pressure in the supply line .This is done by 
moving a single rotor or two baffles, depending 
on the design of the valve, so the path of the 
water is changed from the supply line to the en- 
gine and back through the supply line. 

2-12. Adapters for Coupling 

Adapters are used for coupling hose which cannot 
be joined because of a difference in coupling size, 
threads, or the fact that both are male or female. 

a. Adapts". True adapters permit joining cou- 
plings with unlike threads. The rigid adapters 
consist of a short tube with one type of thread on 
the female end and the other type on the male 
end. The adjustable adapter (fig. 2-34), such as 
the universal and automatic types, normally have 
a male coupling thread which matches the depart- 
ment's standard thread on one side and teeth on 
the other side. The teeth adjust over the male hose 
coupling, either by spring action or manual lever 
operation, engaging the male threads. A twist of 
the hose coupling tightens the connection. 




AUTOMATIC 



~^W¥©RAUIIC TYPE 

Figure 2-Si,. Adjustable adapters. 




Figure SSS. An eductor. 

b. Reduca-s and Increasers. Reducers and in- 
creasers are used to join different size hose cou- 
plings. The reducer is a rigid adapter with a large 
female thread on one end and a smaller size male 
thread on the other. The increaser is a rigid 
adapter with a small female and larger male 
thread. Double female reducers equipped with a 
swivel on the smaller end are used with sleeves. 

2-13. Eductors 

An eductor (fig. 2-35) is a device that introduces 
liquid or powder into a water stream by a jet or 
venturi effect. The waterway coming into the ed- 
uctor reduces in size to form a nozzle which is 
directed into a larger opening on the discharge 
side. The action of this jet creates a siphon effect 
which is used to pick up foam liquid, chemical 
foam powder, or other chemicals to be added to 
the stream. Specially designed siphoneductors are 
also used to pick up water when a pump cannot or 
should not be used to draft the water directly. 

2-14. Tools 

The following are the major tools used to aid in 
working with hose and appliances : 

a. Tools for Working with Hose and Appli- 
ances. Tools which aid in working with hose and 
appliances include spanner wrenches, hydrant 
wrenches, and drafting sleeve mallets. Spanner 
wrenches {fig. 2-14) are used to break couplings. 
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Figure 2S6. Hydrant wrench and rubber mallet. 

which, with the exception of drafting sleeves, are 
made up handtight. Hydrant wrenches {fig. 2-36) 

consist of long handled box wrenches. Some types 
have an adjustable box to permit its use on hy- 
drant operating nuts of different size. Some have 
ears to permit use as a spanner. The hydrant 
wrench is used to remove hydrant caps and to 
operate the hydrant operating nut which controls 
the flow of water from the hydrant. It is also used 
to operate the valves on some models of four-way 
switch valves. The adjustable pipe wrench is not 
normally used to turn a hydrant operating nut 
because it will damage the nut. It is used, how- 
ever, if a hydrant with a damaged or missing nut 
must be used at a fire, as the hydrant must be 
repaired anyway. Drafting sleeve mattets (fig. 
2-36) have a hard rubber or wooden head. They 
are used to tap the couplings on drafting sleeves 
to secure an air tight seal. Mallets must be used 
with restraint to avoid damaging couplings. 

b. Tools For Moving or Securing Hose Lines. 

Tools which aid moving or securing hose lines 
include hose straps and rope hose tools, the hose 
holder (fig. 2-37), and the hose hoist or roller 
(fig. 2-38). The tiose holder is a device which 
clamps around the hose line, or has the line 
threaded through it, behind the nozzle. It enables 
one man to control a hose line discharging a large 
volume of water by directing the back thrust or 
nozzle reaction against the ground. The/JOse tioist 
or roller is used as a bearing for hoisting hose or 
tools to a roof or upper floor. 

c. Tools For Protecting or Repairing Hose and 
Couplings. Tools to protect or provide emergency 
repairs for hose and couplings include hose jack- 
ets, hose ramps, and' chafing blocks. The hose 
jacket (fig. 2-39), not to be confused with the 
fabric jacket of hose, is a metal device consisting 




[Ubssss 



STRAP 




i^-^rJl 



ROPE 




HOLDER 

Figure 2-S7. Hose securing took. 

of two half cylinders hinged on one edge, with a 
latch on the other. While it does not permanently 
repair faulty hose, it repairs leaks and tends to 
prevent additional damage to hose from the effect 
of water pressure on a hole or tear. The hose 
jacket can also be used to join lengths of hose 
with defective, mismated or different couplings, 
by placing the couplings in the jacket. 

d. Hose damps. Several kinds of hose clamps 
are available. Those in general use are the lever 
operated devices with latches, screw-down or gate 
types, and hydraulically operated types (fig. 
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Figure 2S8. Hose hoist. 

2-40). All work on the principle of using mechan- 
ical force to compress the jacket of the hose to- 
gether, and stop the flow of water in a line. To 
operate the lever type, open the clamp, place the 
hose line between the jaws, and either lift up or 
press down on the lever. A ratchet type latch will 
hold the jaws in the closed position. To release, 
stand clear of the l&/er, hold it, down, or up, se- 
curely, and release the latch. Release the lever 
slowly. The lever may tend to kick out with some 
force when the latch is released. The screwdown 
or gate type is operated by placing the hose in the 
jaws and operating as with a gate valve. Hy- 
draulic hose clamps are operated by placing the 
hose in the jaws, setting the selector to "close" 
with the wrench end of the operating handle, in- 
serting the handle in the pump lug, and pumping 
the jaws closed. To release the clamp turn the 
selector to "open". Push the jaws to the full open 
position, 

2-15. ladders 

Ladders are vital during an emergency, when 
every second is a factor toward the success or 
failure of an operation. Firefighters must know 
the proper procedures for carrying, raising, and 
climbing ladders so thoroughly that they can do 
them almost by habit. Even after the procedures 
are well established in the minds of the trainees, 
constant practice is essential to maintain this de- 
gree of efficiency. Continuous training should be 
carried on to make these operations as nearly au- 
tomatic as possible. 
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Figure 2-S9. Using a hose jacket. 



a. The standard ladders used by the Army con- 
sist of solid beams with cylindrical rungs set i'n 
the center of the beam. The following terms are 
commonly applied to ladders: bed ladds', the low- 
est section of an extension ladder; fly ladds', the 
top sections of an extension ladder; the butt, the 
ground end of the ladder; the heel, the extreme 
ground end of the ladder; the halyard, or fly rope, 
used for raising the fly ; and the pawl, or dog, the 
mechanism on the lower end of the fly which locks 
it to the bed ladder. The heel portion of portable 
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Figure 2-JfO.Hose clamps. 



ladders should be equipped with cleats or nonskid 
footers. 

h. The mcst common ladder in the Army fire- 
fighting system is the 35-foot (10.7-meter) exten- 
sion ladder. An extension ladder consists of a bed 
ladder and one or more fly ladders. The fly ladder, 
sliding through guides on the upper end of the bed 
ladder, contains locks which hook over the rungs 
of the bed ladder. This secures it in position at the 
desired length of the ladder. The fly is usually 
raised by a halyard fastened to the lower rung 
and operating over a pulley on the upper end of 
the bed. The 24-foot (7.3-meter) extension ladder 
is commonly found on pumpers. 

c. Straight ladders or wall ladders contain only 
one section, and usually are from 12 to 16 feet 
(3.66 to 4.88 meters) long. The most common size 
straight ladder is the 14-foot (4.27-meter) length. 
The roof ladder is a wall ladder adapted for a 
special purpose. Roof ladders have hooks mounted 
on a movable socket that permits the books to fold 
inward when not in use. Placing the hooks over 
roof peaks, sills, walls, or the coping of any open- 
ing makes the ladder safe and reliable even if the 
butt does not rest on a foundation. The roof lad- 
der may be used as a wall ladder when the hooks 
are set so they do not extend beyond the ladder 
beams. The roof ladder is used when the pitch or 
the material of the roof or bad weather endangers 
the men moving over it. It is valuable in climbing 
to the peaks of gabled roofs to remove roofing 
materials or to cut holes for ventilation and extin- 
guishment. It may also be used to enter scuttle 



holes or holes cut through flooring, and sidewalk 
openings. 

d. On installations where there are buildings 
more than three stories high, special 50-foot 
(15.25-meter) Bangor ladders may be necessary. 
These ladders may be either strategically located 
in the area where they are to be used, or sent to 
the scene of the fire, mounted on special equip- 
ment. These larger ladders require more team- 
work than do the two-man ladders to place, raise, 
and lower them quickly and efficiently. 

2-16. TheHandline 

Rope is indispensable in combating fires. The 
most widely used type of rope is the handline. 
Handlines are used for hoisting tools to various 
floors of a structure and for anchoring ladders, 
charged hose lines, and other accessories to sta- 
tionary objects. Handlines for hoisting and an- 
choring should be either % or ah-inch (1.6 or 
2-centimeter) rope of 100-foot (30.5-meter) 
lengths, with an eye spliced in one end. For quick 
use, a handline should be coiled in such a manner 
that it pays out without tangling, even when 
dropped from the top of a building. 

a. Coiling a Handline. For coiling a handline, a 
frame containing two vertical posts about 14 
inches (36 centimeters) high and 25 inches (64 
centimeters) apart is set up (fig. 2-41). The rope 
is first wrapped several times horizontally around 
the upright posts and then wrapped around the 
horizontal wrappings to secure the rope around 
the posts. When the opposite end is reached, the 
horizontal pipe is pulled from the coil. The free 
end of the rope should be folded and slipped 
through the end of the coil. The free end will then 
be slipped through the opposite end of the coil and 
through the loop, thus pulling the loop tight. 
Loops should be made large enough for the coil to 
be loaded over the shoulder. 

b. Knots and Hitches. Knots and hitches should 
be capable of quickly and securely serving their 
intended purpose and of being easily tied and un- 
tied in darkness. The rope ends should be whipped 
(tightly bound) to prevent fraying. Eyes may be 
spliced in both ends of the rope to speed up tying 
operations (fig. 2-42). Damaged rope should be 
replaced rather than spliced. 

c. Clove Hitch. The clove hitch (fig, 2-43) 
should be used to tie a line to a handtool such as a 
pike pole. The clove hitch holds the object securely 
and will not slip when properly tied. It should be 
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Figure 2-il. Coiling in handline. 
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Figure 2-iS. The clove hitch. 




f ernt loop 

ellk* dosirod tii* 





Pat* middb ttrand 

i n the itandinfl part 

allh* dosirod lix* 



^otitk* top tttoni 
unrfar tlia Mat strand 
i n ih« (landing part 




Pmith* bottom strand 
undarthalatt strand 
i n id* ttandins port 




Tuck iha th^ itrandt 

into tko (landing part 

0* i n tho (korl tplict 




Figure 2-42. The eye splice, 



2. 1. 

Figure Z-^U. The half hitch. 

tied near one end of the pole with a single half 
hitch around the other end. 

d. Half Hitch. The half hitch (fig. 2-44) is a 
loop in a rope which is placed over or around an 
object so that the standing end of the rope exerts 
a constant strain on the loop. The running end 
can be secured under the loop (fig. 2-44) (1)) or 
may run on to another knot (fig. 2-44 (2) ). The 
half hitch is used with other knots as a safety 
hitch and to give added stability to objects being 
hoisted. 

e. Chimney Hitch. The chimney hitch is used 
when it is necessary to anchor a rope to a solid 
object to strengthen the position of another 
object, such as a charged hose or a ladder (fig. 
2-45). The chimney hitch will not slip and is 
quickly and easily untied. This knot is used when 
the strain on the rope is to be constant. The rope 
may be shortened or lengthened by slipping the 
knot. 
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Figure 2-iS. The chimney hitch. 

/. Tool Hoisting Hitch. Tools are usually se- 
cured by at least two knots (fig. 2-46) to hold 
them in a relatively stable position. Long heavy 
tools are generally hoisted with the heavy end up. 
Tools with hooks or sharp 'projections, such as an 
ax, are hoisted in a position in which they will not 
•catch on projecting ledges. 

g. Square Knot. The square knot (fig. 2-47) is 
used to tie the ends of equal sized ropes together. 




1. 3. 

Figure 2— 46. Tool hoisting hitch. 
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Figure 2—47. The square knot. 

h. Bowline. The bowline (fig. 2-48) is a knot 
that will not slip and is easily and quickly untied. 
It is used to form a loop on the end of a line. The 
bowline on a bight (fig. 2-49) is used mainly for 
rescue purposes. 

i.Becket Bend. The becket bend (fig. 2-50) is 
used to connect ropes of unequal 'diameter. 
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Figure 2-50. Tliehecket bend. 
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Section IV. FIRE EXTINGUISHERS 



2-1 7. Introd uc tio n 

Portable fire extinguishers are normally used as 
first aid firefighting devices for fighting small 
fires. They often prevent catastrophes. These ex- 
tinguishers are placed in buildings and other 
places where there is a fire hazard. Firefighters 
also carry them on fire apparatus because their 
extinguishing agents are more effective and better 
suited under some conditions and for certain ma- 
terials such as combustible metals. These extin- 
guishers are available in a number of shapes and 
sizes and contain different agents for various 
types of fires. The different extinguishers require 
different individual procedures for inspection, op- 
eration, and application. The following are the 
type of extinguishers most commonly used : 

a. Carbon dioxide ( CO2) • 
6. Pump type water. 

c. Pressurized water. 

d. Soda-acid. 

e. Foam. 

/. Bromotrifluoromethane (CF3Br) 
^.. Dry chemical. 

2-18. Inspection 

Fire extinguishers must be kept in good operating 
condition and thus require periodic inspection. 
When making an inspection of any type of fire 
extinguisher, take the following action : Examine 
the surroundings to check that the extinguisher is 
accessible under actual fire conditions, and that it 
is not subject to possible mechanical injury. Have 
all obstructions removed which may hide the ex- 
tinguisher from view or delay its use. If neces- 
sary, change the type of extinguisher or add new 
units. See that the extinguisher is located in the 
right place to meet the existing fire regulations. 
Check the hanging bracket or support for secu- 
rity. Replace, tighten, or strengthen the hanging 
bracket or support, if necessary, and see that the 
extinguisher is easily removable. 

2-19. Carbon Dioxide Extinguishers 

Carbon dioxide CO2), the extinguishing agent 
used in the CO2 extinguisher illustrated in figure 
2-51, is a gas about 11/2 times heavier than air. It 
is nonpoisonous, and will not support combustion 
or sustain life. CO2 converts to a liquid when 
under pressure in an individual extinguisher or 
when refrigerated, as in the bulk storage tank. 



a. In operating a CO2 extinguisher, break the 
wire seal and remove the safety pin. Hold the 
extinguisher by the carrying handle in one hand 
with the thumb or .palm resting on the shutoff 
valve lever. Direct the discharge horn with the 
other hand, holding the horn by the rubber or 
wooden handle. Squeeze the shutoff valve lever to 
operate. Direct the discharge at the base of the 
fire. On flammable liquids fires, sweep the dis- 
charge across the burning surface, starting at the 
front and working from side to side and front to 
rear. CO2 extinguisher discharge valves should be 
opened fully and the entire contents should be dis- 
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carbon dioxide Extinguisher. 




Figure 2-51. COg extinguisher. 
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charged when fighting flammable liquids fires to 
give maximum protection against flashback. 

b. The COo smothers the fire by cutting off air. 
The cooling effect is negligible in firefighting. 

c. The carbon dioxide extinguisher has an effec- 
tive range of from 3 to 8 feet (0.914 to 2.44 me- 
ters). It must not be stored where temperatures 
exceed 120° F. (29° C.) as the internal pressure 
increases in the cylinder. Pressure increases from 
about 960 psi (67.6 kilograms per square centime- 
ter) at 80° F. (26.7° centigrade) to about 1450 
psi (102 kilograms per square centimeter) at 100° 
F. (38 °C). The cylinder contains rupture disks 
which will rupture at a pressure of between 2400 
and 2600 psi (169 and 188 kilograms per square 
centimeter). Hold the discharge horn only by the 
insulating rubber or wooden handle. The tempera- 
ture of the discharging gas is about — 110° F. 
( — 79° C) and frostbite can occur from, contact 
with the horn. The horn also builds up a charge of 
static electricity, particularly with extinguishers 
having a high discharge rate. Static buildup can 
be avoided by touching the extinguisher shell to 
the ground during discharge. Carbon dioxide ex- 
tinguishers with metal horns are not rated for 
Class C fires. When operating on a Class C fire be 
careful to keep the extinguisher shell away from 
energized electrcal equipment. 

d.- The CO2 extinguisher should be recharged 
after each use. The refill (CO2) is compressed 
into the cylinder, usually by a commercial sup- 
plier, up to the prescribed full weight. 

e. In the monthly inspections, the following is 
checked: the horn, the discharge hose, the exte- 
rior of the shell for defects, and the seal to see if 
it has been broken. In the annual inspection, the 
cylinder is weighed in addition to the monthly 
inspection procedure. If the weight has dropped 
more than 10 percent of the difference between 
the full and empty weight, the extinguisher must 
be recharged. The full weight and empty weight 
are stamped on the cylinder or shown on a label 
attached to the cylinder. A hydrostatic test of the 
cylinder must be performed every 5 years, 12 
years if it has not been discharged. 

2-20. Pump Type Water Extinguishers 

Pump type water extinguishers (fig. 2-52) are the 
most common type and are made in the 2i/^-gallon 
(9.46-liter), 4-gallon (15-liter), and 5-gallon (19- 
liter) sizes. Almost all of these extinguishers are 
operated by a hand pump built into the tank. All 





Figure 2-52. Pump type water extinguisher. 




Figure 2-53. Pressurized water extinguisher. 

pump type extinguishers are charged with water 
only, except when they are installed in tempera- 
tures requiring the addition of antifreeze com- 
pounds. These extinguishers vary in size and 
shape, but basically all of them operate in the 
same way and contain a tank, a pump, a hose, and 
a nozzle. A 5-gallon (19-liter) backpack extin- 
guisher is available for brush or forest firefight- 
ing. 

2-21. Pressurized Water Extinguishers 

Pressurized water extinguishers are one of the 
new kinds of fire extinguishers. The pressurized 
water extinguishers used by the Army are of the 
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21/o-gallon (9.46-liter) size (fig. 2-53). Tiie extin- 
guisiier consists of a tank, discharge valve, pickup 
tube, hose and nozzle, and pressure gage. Nitro- 
gen or air pressure of 100 psi (7 kilograms per 
square centimeter) is used to discharge the water. 

a. To operate the pressurized water extin- 
guisher, pull the safety locking pin out, depress 
the operating handle, and direct the stream at the 
base of the fire, moving often enough so that as 
much of the fuel as possible is covered with water. 

b. To perform a monthly inspection, check the 
wire and lead seal for damage, the air pressure 
gage for deviation from the correct pressure read- 
ing of 100 psi (7 kilograms per square centime- 
ter), and the hose and nozzle for foreign objects. 
The semiannual and annual inspections are simi- 
lar in scope to the monthly inspection. 

c. To recharge the pressurized water extin- 
guisher, first remove the discharge valve and 
attach the pickup tube. Then fill the tank with 21/2 
gallons (9.46 liters) of water, lubricate the gasket 
in the neck of the discharge valve, replace the 
discharge valve and pickup tube, and apply the 
proper air pressure (100 psi, 7 kilograms per 
square centimeter). 

d. The extinguisher must be hydrostatically 
tested every 5 years. 

2-22. Soda-Acid Extinguishers 

In the 2V2-S3'llon (9.46-liter) soda-acid extin- 
guisher (fig. 2-54), water is the extinguishing 
agent, and a chemical combination generates 
enough pressure to discharge the water. The tank 
contains a solution of sodium bicarbonate and, 
supported in the top of the reservoir, a glass bot- 
tle containing 4 ounces (118 milliliters) of sul- 
furic acid. When brought together, these two 
chemicals produce carbon dioxide gas, which ex- 
pels the water. A loose stopper in the mouth of 
the acid bottle retards the absorption of moisture 
by the acid. When the extinguisher is turned up- 
side down, the loose stopper falls partially clear of 
the acid bottle and allows the contents of the bot- 
tle to mix with the soda solution. The taper of the 
stopper regulates the flow of ac'd and prevents 
sudden nigh pressures. The rate of flow insures 
chemical rer.,tion of all the acid before the solu- 
tion is discharged from the extinguisher. The 
soda-acid extinguisher also has a hose and nozzle 
and a tnreaded cap which cotains the necessary 
gasket. 

a. To operate the 2V2-gallon (9.46-liter) soda- 
acid extinguisher, grasp the nozzle and invert the 
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Figure 2-54. Soda-acid extinguisher. 

extinguisher. The chemical reaction and pressure 
occur almost immediately after tilting, causing 
discharge of the agent. 

b. The monthly inspection of the soda-acid ex- 
tinguisher includes checking the hose and nozzle 
for obstruction, removing the cap to assure the 
presence of the proper agent, and recording the 
entry on the extinguisher tag. The annual inspec- 
tion requires discharging, cleaning, and recharg- 
ing the tank. 

c. To recharge the soda-acid extinguisher re- 
move the cap, acid bottle, and bottle cage ; wash 
all parts thoroughly; and check to see that all of 
the liquid is removed from the acid bottle before 
water or acid is added. Dissolve II/2 pounds (0.68 
kilogram) of bicarbonate of soda in '7 quarts (6.5 
liters) of lukewarm water. Pour the solution into 
the extinguisher and add fresh water to the level 
of the special marker on the inner wall of the 
extinguisher. The extinguisher when filled to the 
top of the collar holds 3 gallons (11.4 liters), but 
it must never be charged with more than 
2y.> gallons (9.46 liters) of liquid. Pour 4 fluid 
ounces (118 milliliters) of concentrated sulfuric 
acid into the bottle. A plainly etched line in the 
botfle shows the 4-ounce(118-milliliter) level. In- 
sert the lead stopper in the acid bottle and place it 
in the cage; then insert the cage and bottle in the 
extinguisher. Be certain that the cage, bottle, and 
stopper are those made for that particular extin- 
guisher. Manufacturers are not necessarily stand- 
ard in the shaping of their extinguishers, and 
many of the parts are not interchangeable. Next 
examine the gasket in the cap. Replace the gasket 
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with a new one if it is rigid or defective. Finally 
screw the cap down hand-tight on the collar. See 
TM 5-687 for further details. 

d. The soda-acid extinguisher must be hydro- 
statically tested every 5 years. 

e. The soda-acid extinguisher has been taken 
out of TB 5-4200-200-10, and therefore, thas been 
discontinued as Army issue equipment. The pump 
type water extinguisher is taking its place. 

2-23. Foam Extinguishers 

The 21/o-gallon (9.46-liter) foam extinguisher il- 
lustrated in figure 2-55 is similar in size and ap- 
pearance to the 21/2-gallon {9.46-liter) soda-acid 
extinguisher, but it differs in internal construc- 
tion, extinguishing agent, and charging proce- 
dure. 

CL. This type extinguisher consists of an inner 
chamber and an outer chamber. The outer cham- 
ber contains a solution of sodium bicarbonate, 
and the inner chamber contains a solution of alu- 
minum sulfate. Ingredients added to the soda sol- 
ution assist in forming and stabilizing the foam. 
The extinguisher is operated by inverting it, al- 
lowing the contents of the two chambers to mix. 
This reaction produces bubbles containing carbon 
dioxide gas, with the stabilizing ingredients 
strengthening the bubble structure and producing 
foam. This foam is expelled from the extinguisher 
by the carbon dioxide gas pressure. 

b. To operate the extinguisher, simply grasp the 
hose, invert the extinguisher, and direct the foam 
at the base or forward part of the flame. Allow 
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Figure 2-55. Foam extinguisher. 



the foam to flow over the surface of the fire area 
as a smothering blanket. 

c. The monthly inspection of the foam extin- 
guisher includes carefully examining the nozzle 
for stoppage, since the contents of the extin- 
guisher frequently plug the nozzle; inspecting the 
hose and tank for deterioration; and checking for 
the proper amount of fluid by weight or internal 
observation. On the semiannual inspection, per- 
form the monthly services and also check the 
inner chamber for corrosion by removing the cap. 
Replace the inner or outer chamber, if required. 
Check the inner chamber stopper for freedom of 
movement and look for gasket breaks or deep 
grooves worn by the filler collar. Replace the gas- 
ket in the cap, if necessary. Examine the filler 
collar for dents and for the presence of foreign 
matter. The annual inspection includes all of the 
preceding services plus the discharging and re- 
charging of all foam extinguishers. See TM 5-687 
for further details. 

d. To recharge the 2i/2-gallon (9.46-liter) foam 
extinguisher make sure that the two solutions are 
in accordance with the instructions printed on the 
chemical containers. Usually the chemicals are in 
two containers marked "A" and "B". The solu- 
tions should be prepared in separate containers. 
In the absence of such instructions, dissolve the 
contents of package "A" in exactly 2^4 pints 
(1.064 liters) of hot water and pour it into the 
inner chamber. Dissolve the contents of package 
"B" in exactly 1%, gallons (6.624 liters) of luke- 
warm water and pour this solution into the outer 
chamber. Do not use hot water with the contents 
of package "B" because it deteriorates with heat. 
Place the stopper in the inner chamber and as- 
semble the extinguisher. 

e.. The foam extinguisher should be hydrostati- 
cally tested every 5 years. 

/. The foam extinguisher has been discontinued 
as Army issue equipment. The ones in use will be 
phased out in time. 

2-24. Bromotrifluoromethane Extinguisher 
(Vaporizing liquids) 

The CF3Br extinguisher, figure 2-56, commonly 
known as FREON 1301, contains a liquefied com- 
pressed gas which offers unusual advantages as a 
safe and efficient fire extinguishing agent particu- 
larly against Class B (flammable liquid) and 
Class C (electrical) fires. The liquid has a boiling 
point of — 72°F. ( — 56.8° C), and a freezing 
point of —270° F. (-167.78' C). 
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Figure 2-56. CFSBr extinguisher. 

a. CF3Br is not toxic in its natural state. De- 
composition occurs at fire temperatures and the 
products of decomposition are toxic. These prod- 
ucts are injurious if they exceed 10 percent of the 
air volume. Normally, extinguishment can be 
accomplished with less than 5 percent per volume 
of air. It should be used with caution in confined 
spaces. CF3Br decomposes partly when subjected 
to heat and flame, which causes a decrease in its 
toxicity limits. CFSBr is noncorrosive on metals 
and alloys, and is considered a clean agent. 

h. The only CF3Br extinguisher in the Army 
inventory is of the 23/4-pound (1.25-kilogram) 
size, which has the same extinguishing ability as 
the 5-pound (2. 27-kilograin)C02 unit. 

c. Because of the low vapor pressure of CF3Br 
at ambient temperatures, the extinguisher is pres- 
surized to 400 psi (28 kilograms per square centi- 
meter) with nitrogen. This pressure is sufficient 
to permit use of the extinguisher at — 65° F. 
( — 54° C.) without further modification. 

d. The CFSBr extinguisher must be kept fully 
charged at all times. Reweighing is the only 
method of determining whether or not the extin- 
guisher is fully charged. The extinguisher should 



be weighed semiannually on an accurate scale to 
determine leakage. The cylinder assembly must be 
replaced if it has lost more weight than is permit- 
ted by the instructions on the extinguisher name- 
plate. Recharging is necessary if the weight is 
found to be 10 percent deficient. The date of re- 
charging should be stenciled on the cylinder. 

e. Where extinguishers of this type are used, 
charged cylinder assemblies should be kept on 
hand so the extinguisher may be promptly re- 
charged after use. 

/, These extinguishers should not be located 
where the ambient temperature will exceed 150° 
F. (65° C). 

2-25. Dry Chemical Extinguishers 

Dry chemical portable fire extinguishers vary 
from 21/^ pounds to 150 pounds (1.1134 kilograms 
to 68 kilograms). The dry chemical compound 
used consists principally of bicarbonate of soda or 
potassium bicarbonate or ammonia phosphate 
which has been treated to make it waterproof and 
free flowing. The extinguishing action of this 
agent is to smother the fire. 

a. Dry chemical extinguishers are of two basic 
types. One type is pressurized with 150 psi (10.5 
kilograms per square centimeter) of dry nitrogen 
or dry air, and the other has a cartridge with CO2 
under pressure. When the cartridge of the second 
type is punctured, CO2 pressure expels the agent 
(fig. 2-57). 

b. To operate the pressurized dry chemical ex- 
tinguisher, break the sealing wire, remove the 
locking pin, depress the operating handle, and 
direct the agent at or close to the base of the fire. 
To operate the cartridge dry chemical extin- 





Figure 2-57. Dry chemical extinguisher. 
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guisher, break the sealing wire, remove the lock- 
ing pin, depress the cartridge-puncturing handle, 
and direct the agent at or close to the base of the 
fire. 

c. When performing a monthly inspection, 
check the sealing wire and seal, the dry nitrogen 
pressure gage for the correct pressure of 160 psi 
(10.6 kilograms per square centimeter) (pressur- 
ized type), and the hose and nozzle for foreign 
objects. The semiannual and annual inspections 
compare with the monthly inspections, with the 
one exception that the cartridge of the nonpres- 
surized extinguisher must be weighed during the 
annual inspection. If the weight of the cartridge 
contents (as stamped on the cylinder) is 10 per- 
cent or more below the prescribed weight, thecar- 
trdige should be replaced. See TM 5-687 for fur- 
ther details. 

d. The dry chemical extinguisher should be hy- 
drostatically tested every 5 years. 

2-26. Combustible Metal Agents 

Two extinguishing agents are listed for use on 
Class D (combustible metal) fires. They are avail- 
able in drums or barrels and put on the fire with a 
scoop or shovel. A cover of at least y^ ^^^^ (1.27 
centimeters) of extinguishing agent is applied to 
the burning agents. The two agents are; 

a. G-l Powder. This is screened graphitized 
foundry coke with various phosphates added. It 
includes particles of various sizes to aid in pack- 
ing. The material acts as a heat conductor to 
lower temperature of the burning metal and 
forms a coating to smother the fire by excluding 
air. It also produces a gas to aid in smothering. It 
may be used on magnesium and magnesium alloy 
fires. 

6. Met-L-X Powder, This has a sodium chloride 
base with additives to give water repellancy and 
good flow characteristics. An additive fuses at 
high temperatures to aid in forming an airtight 
coating. This material forms a coating to exclude 
air, which smothers the fire. It also conducts some 
heat away from the burning metal. It may be used 
on magnesium, sodium, potassium, and sodium-po- 
tassium alloy (NaK) fires. 

2-27. Dry Power Extinguishers for 
Combustible Metal Fires 

a. Dry powder extinguishers also use the Met- 
L-X sodium chloride dry powder described in the 



preceding paragraph. It is dispensed with a 30- 
pound {13.6-kilogram) capacity extinguisher (fig. 
248). This amount of rated D agent is effective 
on about 6 pounds (2.7 kilograms) of burning 
metal, depending on the type and form of the 
metal. Only cartridge-operated units are available. 
The dry powder extinguiisher is operated by re- 
moving the hose which is around the puncturing 
mechanism, then depressing the plunger which 
punctures the cartridge. The compressed gas in 
the cartridge is released into the shell, thus pres- 
surizing it. The gas pressure expels the dry pow- 
der from the shell when a nozzle shutoff is opened. 
This pressurizes the shell. The extinguisher is car- 
ried by its handle with one hand and the nozzle 
and shutoff valves are operated with the other 
hand. The shutoff valve is squeezed to open it and 
released to stop the flow of the agent. The normal 
operation is to open the nozzle partially to obtain 
a soft flow of the agent. The burning metal is 
covered with at least one i/^ (1.27 centimeters) of 
the Met-L-X sodium chloride. If glowng spots ap- 
pear, they should be recoated. The application of 
this agent forms a crust over the burning metal 
which excludes the air and thus smothers the fire. 
The effective range of the extinguisher is from 3 
to 5 feet (0.9 to 1.5 meters). 

b. The dry powder extinguisher should be re- 
charged after each use. First, the gas pressure is 
released by turning the extinguisher upside down 
and opening the shutoff valve. This will not re- 
lease the agent remaining in the extinguisher. 
Next, the extinguisher is disassembled according 
to the manufacturer's instructions and cleaned 




Figure 2-S8. Exterior and cutaway views 
of a dry powder extinguisher. 
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with a brush or compressed air. Then the shell is 
filled with the proper amount of dry powder. In 
reassembling, check the gasket, insert a new car- 
tridge, seal the extinguisher, and tag it. 

c. The monthly inspection includes checking the 
nozzle, the hose, the shell for defects, and the seal 
to assure that it has not been broken. The annual 
inspection requires a thorough check of all compo- 
nent parts and the weighing of the cartridge on 
an accurate scale calibrated in fractions of an 
ounce (or grams). The cartridge is replaced if it 
has lost 14 ounce (14 grams) or iriiOre. A hydro- 
static test must be performed on the extinguisher 
shell and the hose every 5 years. 

d. Do not confuse tthe dry powder extinguisher 
with the dry chemical type extinguisher. 

2-28. Winterization of Extinguishers 

The protection of fire extinguishers krom freezing 
is extremely important and should be thoroughly 
understood by all fire protection personnel. 

a. Carbon dioxide extinguishers which must be 
operated in temperatures below 0°F. (17.8' C.) 
must be winterized. This winterization is essential 
because when the temperature falls below 0° F. 
(17.8° C), the pressure of the extinguisher also 
falls below 285 pounds per square inch (20 kilo- 
grams per square centimeter), which is the mini- 
mum amount of pressure needed for proper oper- 
ation. The winterization of CO2 extinguishers re- 
quires the addition of 200 pounds (90.7 kilo- 
grams) of pressure per square inch (14 kilograms 
per square centimeter), which is done by adding 
dry nitrogen to the CO2. Local directives should 
be consulted as to the amount of dry nitrogen to be 
added. The addition of dry nitrogen requires a 
decrease in the amount of CO2 in the cylinder. 
The dry nitrogen provides additional pressure for 
expelling CO2 at low temperature. Since the de- 
crease of the CO2 will not allow the addition of 
dry nitrogen pressure to rupture the cylinder 
gravity disk until the temperature reaches 160° F. 
(71° 0, the injection of dry nitrogen allows the 



extinguisher to operate in temperatures higher 
than in those permitted by CO2 gas, as well as in 
temperatures lower than in those permitted by 
CO2 gas. 

6. The prescribed chemical for lowering the 
freezing point of water in water-type extinguish- 
ers is calcium chloride. The quantity of calcium 
chloride required to prevent freezing will vary 
from 3 pounds per gallon (0.362 kilogram per 
liter) of water to protect against a temperature of 
2° F. (-16.9' C), to a maximum of 5 pounds per 
gallon (0.6 kilogram per liter) of water to protect 
against a temperature of — 53° F. ( — 47° C.) 
(TM 5-687). Local directives should be consulted 
for specific amounts at each temperature level. 
Before winterization, extinguishers which require 
the use of calcium chloride solutions should have 
the interior of the water tank painted with two 
coats of asphaltum base paint to retard corrosive 
action. Dry calcium chloride should not be placed 
directly into the appliance to be winterized. The 
chemical should be mixed with water in a sepa- 
rate container to prevent caking at the bottom of 
the tank. A 14 ounce of sodium bichromate added 
to each gallon (1.87 grains per liter) of water will 
act as a rust inhibitor. Do not antifreeze pressur- 
ized water extinguishers with calcium chloride. 
Use specially prepared solution. 

c. Since soda-acid and foam extinguishers de- 
pend on a chemical reaction to expel the extin- 
guishing agent, winterizing chemicals are not 
used. Therefore, soda-acid and foam extinguishers 
are normally located only in heated structures. 

d Pressurized dry chemical extinguishers do not 
require winterization. Cartridge type dry chemi- 
cal extinguishers are winterized by replacing the 
CO2 filled cartridge with one filled with dry nitro- 
gen. 

NOTE 

See TB 5 -4200-200-10 for hand portable 
fire extinguishers approved for Army 
users. 



2-34 



TM 5-315 



CHAPTER 3 



CHARACTERISTICS, CHEMISTRY, AND PHYSICS OF FIRE 



3-1. Introduction 

The number of fires caused by uncontrollable nat- 
ural reactions is minimal in relation to those 
caused by the carelessness of man and his apathy 
in acquiring and using the information available 
on the characteristics, chemistry, and physics of 
fire. The knowledge of the principles of fire also 
helps the firefighter in extinguishing those fires 
that he fails to prevent. 

3-2. The Nature of Fire 

Previously, the process of chemical oxidation and 
combustion and that of halting combustion was 
shown with the familiar fire triangle (fig. '3-1). 
This two-dimenional triangle aided in explaining 
the combustion process. Thus, when all the sides 
of the fire triangle were intact and in proper state 
and proportion, burning took place. When any one 
of the sides (factors) was removed, burning was 
stopped. Before the introduction of the modern 
knowledge on chemical fire extinguishment, there 
were only three methods of extinguishing a fire, 
alined closely with each leg of the fire triangle. 
Cooling the fire removed the "heat leg"; excluding 
the oxygen from the fire removed the "oxygen 
leg" ; and separating the fuel from the fire re- 
moved the "fuel leg". When chemical extinguish- 
ing agents were introduced and successfully used 
for fire extinguishment, additional information 
was required to explain the action of the chemi- 
cal. This new information added another dimen- 
sion to the diagram. The new diagram is known 
as the tetrahedron of fire (fig. 3-2). It has four 
triangular surfaces that make up a solid pyrami- 
dal form which has depth. Each of the triangular 
surfaces shows an element necessary to continue 
combustion. It shows that combustion (fire) is a 
continuous chemical reaction which changes con- 
stantly because of external conditions. Chemical 
extinguishment agents (potassium and sodium bi- 
carbonate type dry chemicals or vaporizing liquid 
agents) inhibit the chain reaction of a fire by 
interfering with or cutting off the conditions nec- 




Figure 3-1 . The fire triangle. 
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Figure 3-2. The te'rahedron of fire. 

essary f or combustion. Thus, all the three parts of 
the fire triangle may be present, but the chain 
reactions are prevented (inhibited) by a chemical 
extinguishment agent (or agents) which puts out 
the flame. 

3-3. Basic Definitions and Properties of Fire 

a. Ignition Temperature. The ignition tempera- 
ture of a substance (solid, liquid, or gaseous) is 
the minimum temperature to which the substance 
exposed to air must be heated in order to initiate 
or cause self-sustained combustion. Ignition tem- 
peratures of the same substance vary according to 
the percentage composition of the vapor or gas- 
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air mixture, sliape, and size, of space wiiere tlie 
ignition occurs, rate and duration of heat, kind 
and temperature of the ignition source, oxygen 
concentration, and other effects of materials that 
may be present. Therefore, given ignition temper- 
atures should be looked upon as approximations. 

b. Vapors. Vapors in the process of combustion 
are the gaseous substance given off by the mate- 
rial that is burning. In burning wood, heat causes 
the resinous substance in the wood to vaporize. 
The vapors combine with the oxygen of the air, 
and the flame from the kindling ignites the com- 
bustible vapor-oxygen gas. The heat from the fire 
heats the wood, which in turn liberates more va- 
pors and thus sustains the fire until the wood is 
consumed. 

c. Vapor Density. Vapor density is the term 
used to explain the weight of vapors. When speak- 
ing of the weight of these vapors, they are usually 
compared to air, which has a vapor density of 1. 
Therefore, if a substance has a vapor density of 
1.5, it is 114 times as heavy as air. If it has a 
vapor density of .5, it weighs only y^ ^^ much as 
air. Figure 3-3 shows how the density of gasoline 
vapors can be demonstrated with a small trough, 
a candle, and a gasoline-soaked rag. A lighted 
candle (the ignition source) is placed at the lower 
end of the trough, and the gasoline-soaked rag 
placed at the upper end. Gasoline vapors are heav- 
ier than air and will flow down through the 
trough to the lighted candle, where they will ig- 
nite, and flash back to the rag at the top of the 
trough. This illustration shows the need for the 
"No smoking within 100 feet" signs displayed 
around gasoline storage areas. 

d. Flammable or Explosive Limits. In the case 
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of gases or vapors which form flammable mix- 
tures with air (or oxygen), there is a minimum 
concentration of vapor in air below which flame 
does not occur when the vapor-air mixture comes 
in contact with a source of ignition; thus, it is too 
"lean" to ignite. Most flammable vapors and gases 
also have a maximum proportion of vapor or gas 
in air above which flame does not occur (too 
"rich" to ignite). A few materials, like ethylene 
oxide, decompose and burn with no oxygen pres- 
ent. 

e. Flammable (Explosive) Range. The range of 
combustible vapor or gas-air mixtures between 
the upper and lower flammable limits is known as 
the "flammable range" (or "explosive range"). 
For example, the lower limit of flammability of 
acrylonitrile at ordinary ambient temperatures is 
approximately 3 percent vapor in air by volume. 
The upper limit of flammability is about 17 per- 
cent. Thus, all concentrations of acrylonitrile 
vapor in air falling between 3 and VI percent are 
in the flammable or explosive range. 

f. Flash Point and Fire Point. The flash point of 
a liquid is the lowest temperature of the liquid at 
which it gives off vapor sufficient to cause a 
flammable mixture with the air near the surface 
of the liquid or within the vessel used. Some sol- 
ids, such as camphor and naphthalene, change 
from solid to a vapor at ordinary room tempera- 
ture and therefore have flash points while still in 
the solid state. The fire point (the lowest tempera- 
ture at which a substance continues to burn in 
air) is usually a few degrees above the flash point. 

34. Principles of Fire 

a. Ignition and Combustion. Fire or combustion 
may be described as rapid oxidation with the 
action (evolution) of heat and light. Oxidation of 
a material takes place continuously as long as it is 
exposed to an oxidizing agent, which may be air. 
At ambient temperatures, oxidation is usually so 
slow that the process is not noticeable to human 
senses. Examples of such slow oxidation are the 
rusting of iron and the yellowing of paper. As 
temperatures rise above the ambient, the rate of 
oxidation becomes more rapid and generates heat. 
When the ignition temperature is reached, flame 
appears, thus ignition has taken place. Combus- 
tion is the continuous burning that follows after 
ignition. 

b. Fire. Actual burning (fire) is a much more 
complicated chemical reaction than is commonly 
explained by the "fire triangle" (fig. 3-1) or the 
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more recent "tetrahedron of fire" fig. (3-2). As 
the temperatures rise above the ambient, pyro- 
lysis takes place. Pyrolysis is the chemical decom- 
position of matter through the action of heat. It 
proceeds through the following stages: 

(1) Decomposition of combustible material 
slowly gives off gases, including water vapor. The 
combustible gases are not ignitible during the 
early stages of pyrolysis. 

(2) Gas evolution continues with some of the 
gas becoming ignitible. As the temperature in- 
creases the gas evolution also increases. 

(3) At the ignition temperature the evolved 
gases are too rich, at first, in carbon dioxide and 
water vapor to sustain flame very long. However, 
the heat of the flame starts a secondary pryolysis 
reaction process and flaming combustion occurs 
entirely in the gaseous distillate vapor phase. Gas 
evolution may be so fast that it blankets the fuel 
surface and excludes air. This prevents the char 
from burning, retards the penetration of heat, 
and delays the ignition temperatures in penetrat- 
ing deeper into the combustible material. As tem- 
peratures increase, the char begins to glow, air 
flows in to support combustion, and the fuel itself 
burns as well as its decomposition gases. If the 
released heat is concentrated and sufficient to sus- 
tain oxidation, and more heat is generated than 
lost through conduction, convection, or radiation, 
a positive heat balance exists. If, however, most 
or all of the heat generated is lost, there is a 
negative heat balance and the fire goes out as a 
match flame in a wind. At the same time, a condi- 
tion known as feedback may exist. Feedback is 
generated heat that prepares adjacent combusti- 
ble material for burning by raising it to ignition 
temperatures. If the feedback is not adequate, the 
fire goes out. In addition to heat generation dur- 
ing pyrolysis, the concentration of the oxidizing 
agent is another factor that determines whether 
or not ignition and combustion can occur. There 
appears to be a minimal oxidizing agent concen- 
tration for almost all materials below which com- 
bustion will not take place. Exceptions to the lat- 
ter are some combustible solids, such as cellulose 
nitrate, that contain oxygen in the constituent 
molecules. This oxygen can be released by heat 
even if there is no air supply. Thus, pyrolysis 
reaction may take place without the presence of 
air. An example is charcoal in coking ovens which 
continues to oxidize and produce heat with a mini- 
mal amount of air. 

c. Summary of the Principles of Fire. The prin- 
ciples of fire may be summarized as follows : 



(1) There must be an oxidizing agent, com- 
bustible material, and a source of ignition for 
combustion to take place. 

(2) Combustible material must be heated to 
its ignition temperature before it will burn. 

(3) Combustion will continue until- 

(a) The combustible material is removed 
or consumed. 

(6) The oxidation agent concentration is 
lowered below that essential. 

(c) The combustible material is cooled 
below its ignition temperature. 

3-5. Heat Energy Sources 

Since fire prevention and extinguishment are de- 
pendent on the control of heat energy, it is essen- 
tial that firefighters know the common ways in 
which heat can be produced. The following dis- 
cusses briefly the heat energy sources. 

a. Cliemical Heat Energ/. This source of heat is 
the result of oxidation, and is of primary concern 
to fire protection engineers. The following are the 
different ways heat is produced thorugh the chem- 
ical process : 

(1) Combustion. Heat of combustion is the 
quantity of heat released during the oxidation of 
a substance (fuel). This is the heat normally uti- 
lized by industry and for domestic use, and is 
measured in terms of British thermal units 
(BTU). The heat intensity of oxidation (complete 
or partial) of almost all compounds of carbon, 
hydrogen, and oxygen depends on the oxygencon- 
sumed. Thus, the heat produced by combustion is 
limited by the air supply. 

(2) Spontaneous heat. Practically all organic 
substances which are capable of combining with 
oxygen will oxidize at some critical temperature 
with evolution of heat if exposed to the atmos- 
phere. The rate of oxidation at normal tempera- 
tures is usually slow and the heat which is re- 
leased is transferred to its surroundings. This 
keeps the temperature down and prevents igni- 
tion. This is not true of all combustible materials. 
The oxidation of some material generates heat 
more rapidly than it can dissipate, which results 
in spontaneous combustion. Enough air must be 
available to permit oxidation, yet not so much 
that the heat is carried away by convection as 
rapidly as it is formed. Oily rags might heat spon- 
taneously in a wastebasket, but would not do so if 
these rags were hung on a line where air move- 
ment is sufficient to remove the heat. Again, a 
tightly packed bale of rags is not as likely to 
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cause spontaneous combustion as a loose bale. Be- 
cause of the many possible combinations of air 
supply and insulation, no positive prediction can 
be made as to when material will heat sponta- 
neously. Fire safety engineers should not only be 
aware of the possibility of spontaneous combus- 
tion and fires caused by oily rags, paper, coal 
piles, and foam rubber, but also be aware that 
oxidation of agricultural products can produce 
fires by spontaneous combustion. Grains in large 
piles or bins and piles of grass (hay) will oxidize 
to a point of ignition when saturated with a cer- 
tain amount of moisture. Fires from this source 
may not be as prevalent on farms as in urban 
areas where the agricultural products are stored. 

(3) Decomposition. Heat of decomposition is 
the heat released by the decomposition of com- 
pounds such as cellulose nitrate and many com- 
mercial and military explosives. 

(4) Solution. Heat of solution is the heat pro- 
duced when a substance is dissolved in a liquid. 
Most materials release heat when dissolved. 
Chemicals, such as concentrated sulfuric acid, 
produce enough heat when dissolved to be danger- 
ous. The chemicals that react in water and release 
heat are not combustible, but liberate sufficient 
heat to ignite combustible material nearby. 

b. Electrical Heat Energy. Electrical heat en- 
ergy produces heat when an electric current flows 
through a conductor or when a spark jumps an 
airgap. 

(1) Resistance. An electric wire or other con- 
ductor of electricity offers resistance and thus 
produces heat. The heat from these causes the 
oxidation and ignition of nearby combustibles and 
fire results. Fires of this type are quite common 
in all areas using electricity as a source of heat 
and energy. 

(2) Induction. When an alternating current 
is passed through a wire and induces a current in 
another wire parallel to it, a form of heat called 
induction heating is produced if the current-car- 
rying capacity of the second wire is inadequate. 
Inducted heat is produced by the resistance to the 
flow of electricity and by molecular friction. An 
example of the latter is the heat produced in a 
microwave oven. 

(3) Dielectric. Dielectric heating is that pro- 
duced when the insulating materials are imperfect 
and, therefore, allow a leakage of current. This 
heats the insulating material which may eventu- 
ally ignite the nearby combustible material. 

(4) Arcing. Heat from arcing occurs when 
an electric circuit which carries a current is in- 



terrupted and the current leaps the gap. The tem- 
peratures of arcs are very high and may ignite 
combustible and flammable material in the area. 

(5) Static. Static electricity (friction elec- 
tricity) is an electrical charge that accumulates 
on the surfaces of two materials that have been 
brought together and then separated. One surface 
becomes charged positively and the other nega- 
tively. If the two objects are not bonded or 
grounded, they may accumulate sufficient electric- 
ity to discharge a spark. 'The spark produces little 
heat, but it will ignite flammable vapors, gas, and 
clouds of combustible dust. 

(6) Lightning. Lightning is the discharge of 
electrical charge on one cloud to an opposite 
charge on another cloud or on the ground. Light- 
ning develops very high temperatures in any ma- 
terial of high resistance which may be in its path. 

c. Mechanical Heat Energy. Mechanical heat en- 
ergy, especially friction heat, is responsible for a 
significant number of fires annually. A few are 
caused by heat energy released by compression. 

(1) Friction heat. Friction heat is the result 
of resistance to motion when two solids are 
rubbed together. The intensity of heat depends 
upon the amount of mechanical energy trans- 
formed to heat and on the rate at which the heat 
is generated. 

(2) Heat of compression. This is the heat 
released when a gas is compressed. A useful pur- 
pose of ignition by compression is the diesel en- 
gine which needs no spark plugs for ignition. A 
fire may be caused by directing a jet of com- 
pressed air into a pipe. The air is converted to 
heat which ignites an oil film on the inside surface 
of the pipe fittings. 

d. Nuclear Heat Energy. Nuclear heat energy is 
released from the nucleus of the atom. The nu- 
cleus is held together by a great force which can 
be released by bombardment of the nucleus with 
particles of energy. The bombardment (fission 
and fusion) releases the energy in the form of 
tremendous heat and pressure, and also nuclear 
radiations. In nuclear fission, energy is released 
by splitting the nucleus. In nuclear fusion, energy 
is released by the fusion of two nuclei. Nuclear 
weapons firefighting procedures are discussed in 
chapter 6. 

3-6. Classes of Fire 

Fires are divided into four main classes: class A, 
class B, class C, and class D fires. These classes 
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are based on the combustion characteristics of the 
ignited material. In most cases, installation fires 
are combinations of at least two and sometimes all 
of these classes. 

a. Class A Fires. Class A fires are fires in ordi- 
nary combustible materials such as bedding, mat- 
tresses, dunnage, books, cloth, canvas, wood, and 
paper. Class A fires must be dealt with by cooling 
the fire below its ignition temperature. All class A 
fires leave embers which are likely to rekindle if 
air comes in contact with them. Therefore, a class 
A fire must not be considered extinguished until 
the entire mass has been cooled thoroughly. 
Smothering is not effective for class A fires be- 
cause it does not lower the temperature of the 
burning embers below the surface of the fire. 

b. Class B Fires. Class B fires are those which 
occur in flammable substances such as gasoline, 
jet fuels, kerosene, oils, paint, turpentine, grease, 
tar, and other combustible substances which do 
not leave embers or ashes. Class B fires can be 
extingusihed by providing a barrier between the 
burning substance and the air or oxygen neces- 
sary for its combustion. Chemical foam and me- 
chanical foam produce such barriers, and are 
known as "permanent" smothering agents. 
Carbon dioxide is also a smothering agent, but its 
effect is only temporary and the application must 
be renewed if there is any danger of reignition. 

C. Class C Fires. Class C fires are fires in live 



electrical materials. They present an extra hazard 
to the firefighter, because of the danger of electri- 
cal shock. A nonconducting extinguishing agent is 
essential for fighting class C fires. An additional 
consideration in fighting class C fires is the fact 
that it may be quite important to avoid damaging 
the electrical equipment in the process of extin- 
guishing the fire. Electrical instruments and con- 
tacts will be contaminated by any extinguishing 
agents except gases. The first step in extinguish- 
ing a class C fire is to secure the source of power 
to the circuit or equipment on fire. The preferred 
agent in fighting class C fires is carbon dioxide or 
monobromotrifluoromethane, since they give pro- 
tection against electrical shock and are not likely 
to injure the equipment. Water fog, although not 
preferred, may be used; under ordinary condi- 
tions it does not transmit electricity to the fire- 
fighter (as would a solid stream of water), but it 
may damage the energized electrical equipment. 

d. Class D Fires. Class D fires are those in 
combustible metals, such as titanium, zirconium, 
sodium, potassium, etc. The greatest hazard exists 
when these metals are in the molten state or in 
finely divided forms of dust, trimmings, or shav- 
ings. Ordinary extinguishing agents are ineffec- 
tive on these metal fires, and they are best con- 
trolled by covering with special dry powdered or 
granular materials which exclude oxygen and 
which will not react or combine adversely with 
metal. 
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C HA PIER 4 
TAC TIC S AND lEC HNIQ UES O F FIREFIG HUNG 



Section I. FIRE CONTROL 



4-1. Introduction 



Fire control is defined as "retarding or reducing 
the rate of burning." Extinguishment, on the 
other hand, is the complete elimination of the fire. 
Retarding or reducing the rate of burning would 
seem to be just a step in the process of extin- 
guishment. But it can be an immediate objective 
in itself, for a successfully controlled fire makes it 
possible to resuce personnel before completely ex- 
tinguishing the fire. When a building is com- 
pletely engulfed in flames, the heat makes rescue 
impossible until it has been reduced by control. In 
structural firefighting, control is very important 
especially when rescue of personnel may be neces- 
sary or when there is a danger of the fire spread- 
ing. Because water is the principal extinguishing 
agent, the supply limitation is not usually a prob- 
lem. Instead, water pressure and the volume in 
gallons per minute are generally the most impor- 
tant factors in this phase of fire protection. An- 
other method of control frequently used in struc- 
tural firefighting is called covering exposures. 
This means that when one structure is burning, 
other structures, especially those downwind, are 
protected to keep radiation and convection heat 
from causing these buildings to start burning. To 
prevent this kind of spreading, streams of water 
are applied to these exposed buildings. In this 
sense, then, control means the prevention of 
spreading rather than the reduction of fire in a 
particular area. 

4-2. Fire Control Methods 

Three methods are used in the control of fire : 

a. Cooling or reducing the temperature below 
the ignition point. 

b. Smothering or reducing the oxygen content 
within the fire area below the burnable limits. The 
atmosphere must contain at least 15 percent oxy- 
gen in order for a fire to burn. 



e. Removing fuel from the vicinity of the fire, 
by valve or switch action, by the application of 
heavy streams of water, by firebreaks in the case 
of natural-cover fires, or by manual removal. 

4-3. Extinguishment of the Different 
Classes of Fire 

a. Class A fires require primarily water or an 
agent containing water so that the deep-seated 
embers in wood, cloth, and other class A materials 
may be reached by the cooling agent. 

b. Class B fires may be extinguished with 
carbon dioxide (CO2), monobromotrifluo- 
romethane (CF3Br), foam (mechanical and chem- 
ical), dry chemical (bicarbonate of soda), po- 
tassium bicarbonate (Purple K), and ammonium 
phosphate), methyl bromide, mineral soil, water- 
fog, aqueous film forming foam (AFFF) (trade 
name "light water") or any other system of cov- 
ering that excludes oxygen. AFFF extinguishes 
the fire and prevents flashback. Dry chemical ex- 
tinguishes the fire immediately by conditioning 
the atmosphere, but does not cool the combusti- 
bles. 

c. Class C fires are extinguished by (in order of 
preference) monobromotrifluoromethane, carbon 
dioxide, and dry chemical. When selecting an ex- 
tinguishing agent for class C fires, consideration 
msut be given to the electrical conductivity of the 
extinguishing agents. None of the substances 
listed above is a conductor of electricity. It is ad- 
visable to use monobromotrifluoromethane 
(CF3Br) or carbon dixoide (COo) on class C fires 
whenever possible. CF3Br and CO2) leave no resi- 
due and will not damage electrical equipment. 

NOTE 

One more type of fire to be aware of is 
the compressed gas fire. 'Technically this 
type of fire is rated as class B, and 
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agents listed for class B fires are used to 
extinguish it. The safest and best way of 
controlling this fire is to remove thefuel 
supply. This prevents the accumulation 
of explosive vapors that would occur if 
the fire were extinguished and the fuel 



were allowed to continue to flow. Fires 
involving pressurized flammable gases, 
especially those heavier than air, such as 
liquefied (petroleum gases, should not be 
completely extinguished unless the flow 
of gas can be immediately stopped. 



Section II. FIRE DEPARTMENT HYDRAULICS 



4-4. Introduction 

Hydraulics is that branch of science which deals 
with the mechanical properties of water or other 
liquids and with the application of these proper- 
ties in engineering. Firefighters, especially pump 
operators, must understand and be able to apply 
those principles of hydraulics which are essential 
to firefighting. Inadequate training or lack of ex- 
perience in fire hydraulics can be extremely costly 
in lives and materiel. 

4-5. Properties of Water 

Water, the most common liquid, is also the most 
effective, in its various forms, for firefighting. To 
use it most effectively, however, one shouldknow 
about its physical properties. 

a. For all practical purposes, water is not com- 
pressible. It requires 30,000 pounds (13,608 kilo- 
grams) of pressure per square inch (6.45 square 
centimeters) to reduce its volume 1 percent. If 
water has a mineral content (such as salt) or is 
subjected to different temperatures, its character- 
istics will differ. 

6. Water consists of two parts of hydrogen and 
one part of oxygen- a fact represented by the 
common chemical formula H2O. One cubic foot 
(0.6283 cubic meter) of water weighs 62.6 pounds 
(28.135 kilograms). There are 231 cubic inches 
(3786.09 cubic centimeters) in 1 gallon (3.785 li- 
ters) of water and 1,728 cubic inches (28,312 
cubic centimeters) in 1 cubic foot (0.0283 cubic 
meter) of water. One cubic foot (0.0283 cubic cen- 
timeter) of water contains 7.481 gallons (28.3156 
liters). One gallon (3.785 liters) of water weighs 
8.35 pounds (3.7876 kilograms). Thse figures are 
important and should be remembered. 

4-6. Volume 

It is often necessary to determine the volume of 
cylindrical and rectangular containers in order to 
know the weights and capacities of installed or 
reserve tanks and consequently how long theywill 



be of use. To compute volume, first find the area 
of a surface. For a square or rectangle, this is 
done by multiplying the length by the width 
(A =lw). For a circle, the area is found by 
multiplying the diameter squared by 0.7864 (i.e., 
A^D^x 0.7854) or by multiplying the radius 
squared by 3.1416 (i.e., A =R2X 3.1416, com- 
monly written A =7rR2, where the Greek letter 
17 (pi) means 3.1416). In hydraulics, the pre- 
ferred formula is the first one: A = D^ X 0.7854. 
When going on from problems dealing with the 
areas of rectangles and circles to those involving 
the volumes of cylindrical and rectangular tanks, 
consider a third dimension, that of height, repre- 
sented by the .symbol h. The formula for the vol- 
ume of a rectangular tank is V ^ Iwh, meaning 
that the volume is found by multiplying the length 
by the width by the height. For example: How 
many cubic feet are there in a tank 5 feet (1.525 
meters) by 4 feet (1.22 meters) by 10 feet (3.06 
meters) Substituting in the formula — 

V =lwh 

= 5 X 4 X 10 

= 200 cubic feet 

NOTE 

When computing volume, all dimensions 
must be in the same unit of measure- 
ment. For example, if the diameter of a 
cylindrical container is given in inches 
and the height is given in feet, the 
height must be converted to inches. 

The tank contains 200 cubic feet (5.67 cubic me- 
ters), and it then becomes a simple problem to 
find its contents in gallons (or liters). There are 
7.481 gallons in 1 cubic foot (1000 liters in 1 cubic 
meter), so 7.481 multiplied by 200 equals 1,496.2 
gallons (1000 multiplied by 5.67 equals 5670 li- 
ters), the number of gallons in a 200-cubic-foot 
tank. For problems involving volumes of cylindri- 
cal 'tanks, use the formula V = D^ X 0.7864 X h. 
For example: How many cubic feet-are contained 
in a tank 12 feet (3.66 'meters) high and 5 feet 
(1.525 meters) in diameter? 
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V = D^X 0.7864 Xh 
= 5 X 5 X 0.7864 X 12 
= 235.62 cubic feet 

To find the number of gallons, multiply 235.62 by 
7.481 to get approximately 1,763 gallons (6673 
liters). 

4-7. Weight 

a. Firefighters must know how to find the 
weight of a given quantity of water. For example, 
vehicles with a capacity of 1,000 gallons ('3785 
liters) actually have 8350 pounds (3785 kilo- 
grams) of extinguishing agent aboard (8.35 mul- 
tiplied by 1,000), or more than 4 tons (3.628 
metric tons) of water. Such knowledge would be 
necessary in making a decision about detouring or 
crossing a bridge of limited capacity. 

b. It is also necessary to be able to determine 
the weight of a charged hose line, especially when 
only a limited number of personnel are available 
to move such a line. The futility of filling a 21/2- 
inch (6.35centimeter) hose with water before 
trying to move it to the point of operation is re- 
vealed after figuring the weight of water in a 
50-foot (600 inches ; 1524 centimeters) section. 
This is done by means of the formula — 



V = 



D^X 0.7854 X h 



231 



(Metric System : V 



X 8.35 

D^X 0.7854 Xh 
1000 



XI) 



in which h is the length of the hose in inches, D is 
the diameter of the hose in inches, 231 is the 
number of cubic inches in a gallon (1000 is the 
number of cubic centimeters in 1 liter), and 8.35 
is the weight in pounds of a gallon (1 kilogram is 
the weight of 1 liter). 



The V = 



6.25 X.7854X 600 
231 



X 



8.35 equals 



approximately 106 pounds (42.8 kilograms) plus 
the weight of the hose, which is 65 pounds (29.5 
kilograms) per section, a total of approximately 
171 pounds (78 kilograms). 

C. To pull four 50-foot (l&meter) sections of 
21/2-iiich (6.35-centimeter) hose, totaling some- 
thing over one-quarter of a ton of hose and water 
combined, up a ladder, becomes a formidable task. 
These calculations also show that 1,000 feet (305 
meters) of 2i/>-inch (6.35-centimeter) hose, which 
is the length often carried on structural pumpers, 
weighs almost 2 tons (1.8 metric tons) when 
filled. 



4-0. Pressure 

Water pressure is proportional to the depth of the 
water, which, in hydraulics, is stated in pounds 
(or kilograms) per square inch (6.45 square cen- 
timeters) . A column of water 1 foot (0.30)5 meter) 
high exerts a pressure of 0.434 pound (0.197 kilo-' 
gram) per square inch (6.45 square centimeters). 
Two columns of water, each 1 foot (.305 meter) 
high, one on top of the other, would exert 0.868 
pound (0.3937 kilogram) per square inch (6.45 
square centimeters) of pressure at the base. In 
other words, if a column of water 1 square inch in 
base area and 1 foot high weighs 0.434 pound, the 
effective pressure in pounds per square inch at 
any point in a column of water is equal to 0.434 
multiplied by the height of the column above that 
point in terms of feet ; this is expressed as — 

P = 0.434H 

in which H is the head in feet. Static pressure is 
the pressure exerted by water at rest. The static 
pressure may be determined readily, if the head is 
known by the formula SP = 0.434H. Back pres- 
sure or gravity pressure indicates the pressure in 
pounds per square inch (psi) exerted by a head of 
water against a pump lifting it to an elevated 
point. The solution is found by the same method — 

BP=0.434H 

4-9. Rate of Discharge 

The rate of discharge is the quantity of water 
coming from an opening during a given period of 
time. It is calculated in gallons per minute (gpm). 

a. When the rate of discharge is computed, two 
items must be considered: the diameter of the 
opening (nozzle) and the pressure of the flow. 
The rate of discharge is found by multiplying the 
diameter squared by the square root of the pres- 
sure times the constant 29.7 ; this is expressed 
as — 

gpm discharge = 29.7 X D^ X y/P 

For example, using this formula and table 4-1, if 
the diameter is 2 inches (5.08 centimeter) and the 
pressure is 36 psi, then : 

Discharge = 29.7 X D' X \/P 
= 29.7 X 2^ X V36 
= 29.7 X 4 X 6 
= 712.8 gpm (2697.7 liters per minute) 

6. An open hose butt (no nozzle) or an average 
hydrant outlet is only about 90 percent as efficient 
as a nozzle tip in terms of water volume dis- 
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V = D2 X 0.7854 X h 
= 5 X 5 X 0.7854 X 12 
= 235.62 cubic feet 

To find the number of gallons, multiply 235.62 by 
7.481 to get approximately 1,763 gallons (6673 
liters). 

4-7. Weight 

a. Firefighters must know how to find the 
weight of a given quantity of water. For example, 
vehicles with a capacity of 1,000 gallons ('3785 
liters) actually have 8350 pounds (3785 kilo- 
grams) of extinguishing agent aboard (8.35 mul- 
tiplied by 1,000), or more than 4 tons (3.628 
metric tons) of water. Such knowledge would be 
necessary in making a decision about detouring or 
crossing a bridge of limited capacity. 

b. It is also necessary to be able to determine 
the weight of a charged hose line, especially when 
only a limited number of personnel are available 
to move such a line. The futility of filling a 21/^- 
inch (6.35-centimeter) hose with water before 
trying to move it to the point of operation is re- 
vealed after figuring the weight of water in a 
50-foot (600 inches; 1524 centimeters) section. 
This is done by means of the formula — 



V = 



D^ X 0.7854 X h 



231 



X 8.35 



(Metric System: V 



pg X 0.7854 X h 
1000 



X 1) 



in which h is the length of the hose in inches, D is 
the diameter of the hose in inches, 231 is the 
number of cubic inches in a gallon (1000 is the 
number of cubic centimeters in 1 liter), and 8.35 
is the weight in pounds of a gallon (1 kilogram is 
the weight of 1 liter). 

rj,, ^j 6.25 X .7854 X 600 ,, q oc i 

The V = 2^1 ^ equals 

approximately 106 pounds (42.8 kilograms) plus 
the weight of the hose, which is 65 pounds (29.5 
kilograms) per section, a total of approximately 
171 pounds (78 kilograms). 

c. To pull four 50-foot (15-meter) sections of 
21/2-inch (6.35-centimeter) hose, totaling some- 
thing over one-quarter of a ton of hose and water 
combined, up a ladder, becomes a formidable task. 
These calculations also show that 1,000 feet (305 
meters) of 2Vo-inch (6.35-centimeter) hose, which 
is the length often carried on structural pumpers, 
weighs almost 2 tons (1.8 metric tons) when 
filled. 



4-8. Pressure 

Water pressure is proportional to the depth of the 
water, which, in hydraulics, is stated in pounds 
(or kilograms) per square inch (6.45 square cen- 
timeters). A column of water 1 foot (0.305 meter) 
high exerts a pressure of 0.434 pound (0.197 kilo- • 
gram) per square inch (6.45 square centimeters). 
Two columns of water, each 1 foot (.305 meter) 
high, one on top of the other, would exert 0.868 
pound (0.3937 kilogram) per square inch (6,45 
square centimeters) of pressure at the base. In 
other words, if a column of water 1 square inch in 
base area and 1 foot high weighs 0.434 pound, the 
effective pressure in pounds per square inch at 
any point in a column of water is equal to 0.434 
multiplied by the height of the column above that 
point in terms of feet ; this is expressed as — 

P = 0.434H 

in which H is the head in feet. Static pressure is 
the pressure exerted by water at rest. The static 
pressure may be determined readily, if the head is 
known by the formula SP =^ 0.434H. Back pres- 
sure or gravity pressure indicates the pressure in 
pounds per square inch (psi) exerted by a head of 
water against a pump lifting it to an elevated 
point. The solution is found by the same method — 

BP = 0.434H 

4-9. Rate of Discharge 

The rate of discharge is the quantity of water 
coming from an opening during a given period of 
time. It is calculated in gallons per minute (gpm). 

a. When the rate of discharge is computed, two 
items must be considered: the diameter of the 
opening (nozzle) and the pressure of the flow. 
The rate of discharge is found by multiplying the 
diameter squared by the square root of the pres- 
sure times the constant 29.7; this is expressed 
as — 

gpm discharge = 29.7 X D^ X VP 

For example, using this formula and table 4-1, if 
the diameter is 2 inches (5.08 centimeter) and the 
pressure is 36 psi, then : 

Discharge = 29.7 X D^ X VZ 
= 29.7 X 2= X \/36 
= 29.7 X 4 X 6 
= 712.8 gpm (2697.7 liters per minute) 

b. An open hose butt (no nozzle) or an average 
hydrant outlet is only about 90 percent as efficient 
as a nozzle tip in terms of water volume dis- 
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Table i-1. Square Roots of Numbers 1 to 100 
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charge. So, for calculating open-butt or hydrant 
discharges in gallons per minute, the formula just 
applied to nozzle discharge must be multiplied by 
0.9. This gives : 



Discharge = \/29.7 X 0^ V? X 0.9 

Applying this to a hydrant in the above example 
gives '713 gpm X.9. or 64.52 gpm (1428.16 liters 
per minute). For all practical purposes, 712.8 and 
641.52 would be rounded off to 713 (2698 liters) 
and 642 (1423 liters). 

4-10. Drafting 

When fire hydrants are not available to supply 
water for firefighting purposes, it may be possible 
to obtain water by drafting from a static or semi- 
static source, such as a pond, lake, or river. 

a. This is done by dropping one end of a hard 
suction hose into the body of water and connect- 
ing the other end to the intake side of the pump. 
The pump is started and a partial vacuum is cre- 
ated within the hard suction hose by a primer. 
When positive displacement pumps are used, no 
primer is needed. Atmospheric pressure exerted 
on the body of water forces the water up through 
the hard suction hose into the pump. The pump 
discharges the water, under pressure, through the 
discharge outlet. 

b. Atmospheric pressure at sea level is 14.7 
pounds (P.Pf^S kilograms) per square inch (6.45 
square centimeters). Water creates a gravity or 



head pressure of 0.434 pound (0.1969 kilogram) 
per square inch (6.45 square centimeters). One 
pound per square inch has a head of 1 -^ 0.434 or 
2.304 feet (0.703 meter). Therefore, atmospheric 
pressure of 14.7 psi can raise water to a height of 
14.7 X 2.304 or 33.9 feet (10.34 meters) at sea 
level. However, it must be understood that this 
figure is theoretical and can be true only where a 
perfect vacuum can be created. Fire pumps, re- 
gardless of condition, cannot create a perfect 
vacuum. A fire pump in good condition should be 
able to raise water about 75 percent of the theo- 
retical height, or about 25 feet (7.6 meters) at sea 
level. Atmospheric pressure decreases as altitude 
increases at the rate of about 0.5 psi per 1,000 
feet (305 meters). At 5,000 feet (1525 meters) 
altitude, the atmospheric pressure is about 12.2 
psi; therefore, water can be raised about 21 feet 
(6.04 meters) at this altitude. 

C. When pumping from draft, be careful to as- 
sure that all gaskets are in good condition and 
seated properly in place. All connections must be 
tight. An adequate screen should be connected to 
the hard suction hose to prevent debris in the 
water from being pulled into the pump. 

4-11. Application of Water 

Water is the most practical extinguishing agent 
for ordinary structural fires. 

a. It absorbs heat rapidly and with greater 
capacity than most other agents used for fire ex- 
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tinguishment. A great amount of heat is required 
to raise cold water to the boihng point; much 
more heat is required to change the water to 
steam. However, only a small fraction of the theo- 
retical maximum cooling effect is used if the 
water is applied in a solid stream. 

b. To be effective, water must reach the base of 
a fire. A stream or spray directed into the smoke 
does little more than cool the atmosphere, unless 
it eventually falls upon the burning material. For 
large Class A fires, a substantial stream is neces- 
sary to penetrate the smoke, flame, and fuel. The 
most efficient fire stream is one which is forceful 
and large enough to do the job efficiently without 
excessive water damage. Solid fire streams project 
water over a considerable area and extinguish 
otherwise inaccessible fires. The production of 
this fire stream is the primary concern of the 
senior man, but is also the responsibility of other 
crewmen from the nozzle-men to the pump opera- 
tor. 

c. Some fires, even structural ones, can be extin- 
guished more efficiently with a spray or fog 
stream, which requires greater pressure to be 
effective. Fog streams do not have the range of a 
straight 'stream, but the heat absorption is 
greater. Water damage is usually less when fog is 
used because much of the liquid is dissipated as 
steam. In a hot, smoky, interior fire, firefighters 
are usually more efficient and comfortable with a 
fog stream in front of them. 

d. An efficient firefighter must be able to deter- 
mine the extinguishment requirements of a fire 
and know the means available for meeting those 
requirements. 

e. Extinguishment is usually simple if the fire is 
reached in the early stage, when it can be extin- 
guished with a booster line or portable extin- 
guisher. 

/, If a fire is not discovered in the early stage of 
burning, extinguishment is usually difficult be- 
cause the fire stream must not only produce the 
amount of water required for extinguishment but 
must also carry through space to the point of use. 
Volume can often be supplied with small streams, 
but even these streams must have shape and ve- 
locity to carry them efficiently to the base of the 
fire. 

g. If a fire is not discovered or controlled until 
the entire building is burning, it can be extin- 
guished only by the use of large quantities of 
water. Even then, the fire stream must be con- 



trolled so as to supply the greatest amount of 
water from a safe distance and yet reach the fire 
at the point of burning. This stage of the fire 
required heavy master streams. 

h. The fast-burning temporary frame struc- 
tures, which have large areas unbroken by parti- 
tions, found on many military installations allow 
fire to spread rapidly. The use of li/^-inch (3.81 
centimeters) hose streams on most installations 
depends upon sound judgment resulting from the 
experience of the senior firefighter. The li/^-inch 
(3.81-centimeter) hoses should not be used from 
pumpers unless ample 21/2-inch (6.35-centimeter) 
hose is available for support. If in doubt that a 
11/2-inch (3.81-centimeter) line is capable of ex- 
tinguishment, use a 21/2-inch (6.35-centimeter) 
line. Large streams from monitor nozzles and del- 
uge sets may be used when equipment and ade- 
quate water supply are available and when the 
magnitude of the fire demands it. 

4-12. Friction loss 

Friction is the resistance to motion between two 
surfaces in contact. 

a. The term "friction loss" in fire department 
hydraulics means the loss of energy or pressure 
caused by friction. The friction conditions with 
which fire protection personnel are most con- 
cerned consist of water rubbing against the inside 
lining of the hose. This causes a turbulence of the 
water, which in turn sets up another friction, that 
of water rubbing against water. 

b. The rubber linings of the hose appear per- 
fectly smooth to the naked eye. But microscopic 
observation of hose linings shows a series of ir- 
regularities which increase in size as water pres- 
sure is exerted on the interior of the hose. These 
irregularities impede the speed of the water as it 
travels through the hose under pressure, causing 
friction loss, which, in turn, decreases the amount 
of flow pressure at the nozzle. The friction loss is 
always less than the amount of pressure available 
at the source, whether a pumper or a hydrant, 

c. When dealing with friction loss in hydraulics, 
the law of pressure may be expressed as follows 
-the water pressure at the source minus the 
pressure lost on the way equals the pressure at 
the nozzle. The pressure acquired in the beginning 
is the engine pressure The pressure lost on the 
way is the friction loss. The pressure which is left 
is the nozzle pressure The conclusion is that en- 
gine pressure minus friction loss equals nozzle 
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pressure (NP = EP — FL), or, to put it another 
way, nozzle pressure plus friction loss equals en- 
gine pressure (EP = NP + FL). These formulas 
are strictly rule of thumb ; they are not the techni- 
cal formulas. 

4-13. Ideal Requirements 

Now the nozzle pressure necessary to make a good 
fire-extinguishing stream can be determined. 

a. A good stream for structural firefighting is 
one which has enough pressure to reach the fire in 
a solid mass. This means that it must have ample 
range and must not break into large fog particles 
or water drops before reaching its desired range. 
This ideal structural fire-extinguishing stream 
must be capable of discharging9/10 of its volume 
in a 15-inch (3% centimeter) circle at a distance of 
50 to 100 feet (16 to 80.6 meters), depending 
upon the size and extent of the fire. Experiments 
have revealed that 40 to 60 pounds (18 to 27 kilo- 
grams) of nozzle pressure will do this. The mean 
or average nozzle pressure would then be 50 
pounds per square inch (22.7 kilograms per 6.46 
square centimeters) ; this is the accepted pressure. 

h. Since the desired nozzle pressure is known, 
the amount of friction loss in any given hose lay- 
out must be computed and added to the 50 pounds 
of nozzle pressure; the sum of these two figures 
would be equal to the desired engine pressure. 
Friction loss varies in proportion to the square of 
the degree of increase in the flow of water. Thus, 
when the flow of water through a hose is doubled, 
the friction loss increases four times. For exam- 
ple, if 200 gallons (757 liters) of water per mi- 
nute are flowing through a hose with a friction 
loss of 20 pounds (9 kilograms), an increase to 
400 gallons (1514 liters) per minute would bring 
the friction loss to 80 pounds (36 kilograms). 

4-14. Factors Affecting Friction loss 

Friction loss also varies directly with the length 
of the line. 

a. This means that the total friction loss will 
vary with each hose layout. For example, if there 
are 10 pounds (4.5 kilograms) of friction loss in 
100 feet (30.6 meters) of 2i/^-inch (6.35 centime- 
ter) hose using a 1-inch (2.54-ceiitimeter) nozzle, 
then there would be 20 pounds (9 kilograms) of 
friction loss in 200 feet (61 meters) of the same 
hose using the same nozzle. 

6. Friction loss increases very rapidly with de- 
crease in the size of the hose. If the diameter of 



the hose is doubled, the friction loss is only 1/32 as 
much as that in the smaller line. If the diameter is 
halved, the loss is 32 times greater than the larger 
line. Thus, friction loss in ll/^-inch (3.8-centime- 
ter) hose is 131/^ times as great as in 2i/^-inch 
(6.35-centimeter) hose, other conditions remain- 
ing the same. 

4-15. Siamesing 

When two hoses run parallel into a single hose to 
which one nozzle is attached, they are said to be 
siamesed. 

a. This frequently done to prevent excessive 
loss and thereby increase nozzle pressure. Fric- 
tion loss in two 2V2-inch (6.35-centimeter) sia- 
mesed lines of the same length is only 28 percent 
as great as in a single line of 21,4-inch (6.35-centi- 
meter) ; 26 percent may be used for rapid calcula- 
tion. 

h. For example, if there are 10 pounds (4.6 kilo- 
grams) of friction loss in 100 feet (30.5 meters) 
of 21/2-inch (6.35-centimeter) hose, there would be 
I3V2 times 10 (4.5 kilograms) or 135 pounds (61 
kilograms) loss in the same length of iV^-inch 
(3.81-centimeter) hose, other conditions remain- 
ing the same. In two lengths of 214-inch (6.85- 
centimeter) hose siamesed in parallel lines, there 
would be 14 of 10 (4.5 kilograms), or 2V^ pounds 
(1.134 kilograms) loss in discharging the same 
amount of water. This shows the value of a Sia- 
mese connection, especially in the use of heavy 
streams where a large quantity of water is needed 
with greater pressure. 

4-16. Effect of Nozzle Size and Pressure 

a. For all ordinary structural fires that have not 
advanced to the point of becoming an exterior 
conflagration, a 1-inch (2:54-centimeter) nozzle 
tip is used to keep water damage at a minimum 
while still having ample volume and pressure to 
extinguish the fire quickly and efficiently. A ll^- 
inch (3.2- centimeter) tip will discharge II4 times 
as much water as a 1-inch (2.54-centiimeter) tip, 
and a 2-inch (&centimeter) tip will discharge 4 
times as much water as a 1-inch (2.54-centimeter) 
tip at the same nzozle pressure. The larger tips 
are used for large, advanced fires which require 
greater range and volume. 

b. A 1-inch (2.54-centimeter) tip with 50 
pounds (22.7 kilograms) of nozzle pressure will 
discharge slightly more than 200 gallons (767 
liters) per minute with about 10 pounds (4.6 kilo- 
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grams) of friction loss for every 100 feet (30.5 
kilometers) of 214-inch (6.35-centimeter) hose. So 
there will be a lo-pound (4.5 kilograms) pressure 
loss for each 100 feet (30.5 meters) of hose in use. 
Adding this friction loss to the desired nozzle 
pressure gives the engine pressure necessary to 
supply the nozzle pressure. 

c. For example, in a 1,000-foot {305-meter) lay- 
out of 21/2-inch (6.35-centimeter) hose, using a 
1-inch (2.54-centimeter) nozzle and desiring 50 
pounds (22.7 kilograms) of nozzle pressure, the 
needed engine pressure is easily determined. Since 
there are ten 100-foot (30.5-meter) sections in 
1,000 feet (305 meters), with 10 pounds (4.5 kilo- 
grams) of pressure loss per 100 feet (30.5 me- 
ters) of hose, multiply the 10 sections by 10 
pounds (4.5 kilograms) to get the pounds of fric- 
tion (100) and add to it the 50 pounds (22.7 kilo- 
grams) of nozzle pressure required. This equals 
150 pounds (68 kilograms) of engine pressure. 

d. If the nozzle size is increased to ly^ inches 
(2.858 centimeters), maintaining 50 pounds (22.7 
kilograms) of nozzle pressure, the flow of water 
increases to 265 gallons (1003 liters) per minute, 
with 18 pounds (8.165 kilograms) of friction loss 
for every 100 feet (30.5 meters) of 21/4-inch 
(6.35-centimeter) hose. If the nozzle diameter is 
increased to 11/4 inches (3.175 centimeters), the 
flow increases to 325 gallons (1230 liters) per mi- 
nute, and the friction loss increases to 25 pounds 
(11.34 kilograms) for every 100 feet (30.5 me- 
ters) of 21/2-inch (6.135-centimeter) hose. 

e. Friction loss for the five common nozzle sizes 
at 50 pounds (22.7 kilograms) of pressure is cal- 
culated in table 4-2. Every pump operator should 
memorize this table so that he can tell at once how 
much engine pressure is required for any type of 
layout that uses 2i/^-inch (6.35-centimeter) hose. 

/. When hose is laid or advanced to a level 
above the discharge outlet of the pump, the water 
in the hose exerts a pressure against the pump. 



Tablei-2. Friction L oss of Nozzles at SOPounds 
of Pressure 



Nozzle size 
in Inches 


Approximate friction loss 

in pounds per 100 feet 

of 2^-incliliose 


% 
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1 




10 


1% 




18 
25 



known as back pressure. This back pressure is 
determined by multiplying the height above the 
pump discharge outlet, in feet (0.305 meter), by 
0.434, which is the pressure in pounds per square 
inch (6.45 square centimeters) created by 1 foot 
(0.305 meter) of water. In the army, each story of 
a building is considered as 12 feet (3.66 meters), 
so the back pressure for each story would be 12 X 
.434= 5.208 pounds (2.36 kilograms per 6.45 
square centimeters), or approximately 5 psi 
(0.366 kilogram per square centimeter). For ex- 
ample, if the hose is advanced to the third story, 
which is two stories above the first, 2 X 5 or 10 psi 
must be added to the pump pressure to compen- 
sate for the back pressure. The nozzle size that 
should be used is determined by the total length of 
a hose layout. In a short layout (up to 600 feet 
(183 meters) a Ix-inch (3.175-centimeter) tip 
may be used. In a medium layout, 600 to 900 feet 
(183 to 274.5 meters), a ll/g-inch (2.86-centime- 
ter) tip is used. A long layout, 900 feet or over 
(274.5 meters), ordinarily requires the use of the 
1-inch (2.54-centimeter) tip. The tip size, how- 
ever, may be changed at the discretion of the sen- 
ior firefighter. 

g. To illustrate all the preceding points, set up a 
situation involving 700 feet (273.5 meters) of 
21/^-inch (6.35-centimeter) hose. This is a medium 
layout, calling for tho use of a 1 i/g-inch (2.86-cen- 
timeter) nozzle. From table 4-i2 it is known that 
the friction loss factor of hose and nozzle is 18 
pounds (8.2 kilograms) per 100 feet (30.5 meters). 
Seven multiplied by 18 equals 126 pounds (57 kil- 
ograms) of friction loss; to this add the 50 
pounds (22.7 kilograms) of nozzle pressure re- 
quired ; the result is a required engine pressure of 
176 pounds (80 kilograms). If the hose is taken 
up to the fourth floor, three floors above the first, 
multiply 3 by 5 (pounds) to get 15 pounds (6.8 
kilograms) of back pressure. Then add this 15 to 
176 to get 191 pounds (87 kilograms) as the total 
engine pressure required. For all practical pur- 
poses the answer 191 would be rounded off to 190, 
or the nearest figure divisible by 5. 

h. One of the most important factors that deter- 
mine success or failure in combating structural 
fires is the effectiveness of the fire stream. A weak 
stream generally will not reach the objective. Too 
much pressure will cause a stream to break up 
and lose its effectiveness. It has been determined 
that 50 psi (22.7 kilograms per 6.45 square centi- 
meters) nozzle pressure will, in most cases, result 
in a good effective stream. If the chief or crew 
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chief in charge decides that less or more pressure 
is needed, he will order or signal the pump opera- 
tor to decrease or increase the pressure. The 
pump operator should, however, set the initial 
nozzle pressure at 50 psi. 

i. The pump operator of a structural pumper 
must be thoroughly familiar with all the equip- 
ment on the truck. He must know how many 
lengths of hose there are in each layer in the hose 
bed. When hose has been laid from the truck, the 
operator should be able to determine how much 
hose was used in the lay by glancing at the hose 
remaining in the hose bed. (Only an approximate 
estimate is necessary.) The pump operator can, by 
glancing at the nozzle tips remaining on the truck, 
determine what size nozzle tip is to be used. 
Knowing the amount of hose laid and the size of 
the nozzle tip, the pump operator determines what 
pressure must be maintained at the pump to pro- 
duce 50 psi at the nozzle by referring to the pump 
operator's guide plate (fig. 4-1). 

4-17. Pump Operator's Guide Plate 

Most structural pumpers employed by the army 
are equipped with a pump operator's guide plate 
installed on the left side of the pumper directly 
over or near the pump operator's controls. 

a. This plate (fig. 4-1) lists the pump pressures 
required to maintain a desired nozzle pressure for 
different size nozzle tips and hose lengths and is 
used merely as a guide by pump operators. 

b. To read the guide plate, a pump operator 
must understand what is meant by "changeover 
valve" and what occurs within the pump when the 
valve is placed in either of two positions. 

c. He must understand that the only pumps 
equipped with a changeover valve are multiple- 
stage pumps. The Class 530B or 530C pumper. 
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Figure i-1. Pump operator's guide plate. 

used by the army, have a single stage pump, how- 
ever a two-stage pump is planned for the future. 
The two stage pump has two sets of impellers 
which operate from a single shaft. When the valve 
is placed in the "parallel" or "volume" position, 
the water entering the pump on the intake side is 
divided and delivered to both sets of impellers 
simultaneously. Then, as the impellers force the 
water out of each impeller housing, the two mass- 
es of water joins together before emerging from 
the discharge outlet. When the valve is placed in 
the "series" or "pressure" position, the water en- 
tering the intake side is delivered to one impeller, 
which forces the water through an outlet (orifice) 
to the other impeller which in turn forces it out at 
increased pressure through the discharge outlet, 

d. The heavy zigzag line running down across 
the guide plate shows pressures required. This 
line divides the chart in half and is not to be 
considered when operating a single-stage pump. 
However, when operating a two-stage pump with 
a changeover valve and when pumping at a pres- 
sure listed to the left of the heavy line, be sure 
that the changeover valve is in the volume or par- 
allel position. If pumping at a pressure listed to 
the right to the heavy line, see that the change- 
over valve is in the pressure or series position. 
Note that the pressures given in the chart are 
actual pressures, and that the pressure gages on 
various pumpers will vary in calibration. They 
may be calibrated in 2, 5, 10, or 50 psi. The policy 
is to set the pump pressure to the nearest calibra- 
tion of the gage on that specific truck. 



Section III. HOSE, LADDER, AND PUMPER DRILLS 



4-18. Introduction 

Hose,, ladder, and pumper drills performed under 
simulated fire conditions train firefighting person- 
nel for an actual emergency. 

a. The drills must be varied so that all the fire- 
protection equipment on the firefighting vehicle is 
used. These drills must be constantly practiced 
until the proficiency of both individual and crew 
in all the duties to be performed reaches a high 
level. After a high degree of skill is achieved, 
refresher drills must be carried out to retain it. 



b. In the firefighting drills, each crewman has a 
series of assignments which must be quickly car- 
ried out in a precise manner and at the proper 
time. These assignments involve laying out the 
hose, putting the pump into operation, and erect- 
ing ladders on buildings. Since hesitancy on the 
part of a crewman could cause serious delay, and, 
in turn, serious fire damage and loss of life, these 
hose, ladder, and pumper operations must be un- 
derstood and practiced until each man can execute 
them without a moment's hesitation. 
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C.. It is difficult to specify a fixed procedure for 
drills, because of sucii variables as the aptitude of 
the crewmen, the frequency and intensity of 
training periods, and the conditions peculiar to 
each fire emergency and to each individual instal- 
lation. Some general standards can be set up, 
however, although assignments will vary with 
each emergency. 

4— 19. Special Purpose Rollsand Folds 

When hose is used in a very large or high build- 
ing, it is normally operated from a building stand- 
pipe system. This is a system of piping with out- 
lets on each floor. A pumping engine should pump 
into this system to assure enough pressure for 
effective streams. As mentioned under the section 
on unlined fabric hose, the fire department ad- 
vances its own hose from building standpipes. 
Where standpipe systems exist, hose should be 
carried that can be taken through doors, on eleva- 
tors, and up stairways quickly. This hose should 
be compactly rolled or folded in such a way that it 
can be placed in service very quickly. Certain 
methods of rolling and folding hose are well 
suited for this use. Hose carried in these rolls and 
folds is also useful for extending lines or replac- 
ing burst lengths of hose. Often a carrying pack is 
employed which also contains wrenches, adapters 
to non-fire service threads on standpipes, and 
other tools. 

a. The Donut Roll. The donut roll forms a 
compact roll with both couplings accessible. The 
hose will pay out quickly and easily, even with 
both couplings coupled, and does not kink. To 
form a donut roll lay the hose out flat (fig. 4-2), 
and pull the male coupling back so the hose is 
doubled back on itself, with the male coupling 
about 3 to 4 feet (approximately a meter) from 
the female. Stand at the folded end, and face the 
folded end with one foot on each side of the hose. 
Leave enough space in the fold to place one hand 
through the roll for carrying. Roll the doubled 
hose (fig. 4-2), keeping the top and bottom por- 
tions alined with your feet as you back up. When 
the roll is completed the male coupling should be a 
foot (0.8 meter) or so behind the female coupling, 
protected by the hose behind the female coupling. 
This protects threads from damage, or the nozzle 
if one is carried preconnected. If the roll is not 
exactly alined it can be flattened by laying it on 
the floor and stepping on it. If a second man is 
available to help in forming the donut roll, he can 
keep the hose alined and take up slack in the top 



portion by pulling on the hose behind the male 
coupling. The first man would then face the cou- 
pling end to make the roll. 

b. The Double Donut Roll. The double donut roll 
can be made up with two lengths of hose, and can 
also be used for a single length where carrying 
space makes a smaller but wider roll desirable. To 
roll a double donut with two lengths of hose (fig. 
4-3), couple them together and lay the lengths 
flat, next to each other. Fold the loop that results 
at the coupled couplings back onto the hose. Leav- 
ing enough room for a hand hold, roll the hose 
toward the uncoupled couplings. 

c. Self Locking Start for Donut or Double 
Donut Roll. The self locking start for donut rolls 
(fig. 4-3) will hold the roll in place when it is 
handled, and provides a handle for carrying. To 
form this feature the end fold or loop is brought 
out about 18 inches (i/^ meter) on each side of the 
flat hose before the roll is started, folding it in 
once toward the couplings and laying it flat on the 
hose. When the roll is completed the loop left ex- 
posed on one side is passed through the other loop 
(fig. 4-4). By pulling on the hose that passes 
through the roll the second or locking loop is 
tightened. The roll can be carried by the first loop. 
To put the roll in service the loops are first disen- 
gaged. 

d. The Flat Single L&igth Fold. A single length 
of hose can be folded compactly by laying the 
length flat (fig. 4-5), then bringing the couplings 
together on top of the hose and engaging them a 
few turns to insure they remain coupled. Fold the 
hose in from each end to within about a foot (0.3 
meter) of the couplings, then fold one side over 
the other. Couplings are protected from damage. 
The hose can be carried easily and put in service 
quickly. 

e. The Standpipe Pack. If a canvas, plastic, or 
leather bag is available, the hose can be accordion 
folded into it with couplings accessible. When the 
hose is coupled to the standpipe or the line to be 
extended, the line pays out from the bag (fig. 
4-6). This bag can also serve to carry a spanner 
wrench and adapters for use if standpipes have 
non-fire service threads. A nozzle is usually carried 
connected to the line and often a gated wye is 
connected to the standpipe end of the hose. Hose 
appliances made of lightweight materials and 
hose of lightweight construction should be used 
for this purpose if available. 
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4-20. Hose loads 

a. Use of Standard Methods. Hose carried on 

fire apparatus is loaded so that it can be put to 
use quickly and easily at the scene of a fire. It 
must pay out from the hose bed smoothly, without 
kinking. Standard methods of loading hose beds 
are used to assure that — 

(1) Hose will pay out easily, without binding. 

(2) Layers of hose will not settle into the 



layers beneath, and become tangled. 

(3) Hose will not be subjected to any more 
sharp bending than is necessary. 

b. Det&-mining Which Standard Load to Use. 

Several factors determine which of the standard 
loads should be used in a particular situation. The 
most important of these are — 

(1) The size and shape of the hose bed. 

(2) The amount of hose to be loaded. 




FORMING THE DONUT ROLL. 



FORMING IHE DONUT ROLL WIIH TWO MEN, 





COMPLETED DONUT ROLL. 



DONUT ROLL PARTLY COMPLETED. 



Figure i-2. The donut roU. 



4-10 



TM 5-315 



(3) The purpose for which the hose will nor- 
mally be used. 

(4) The water system or location of drafting 
sources in the area. 

4-21. Apparatus Hose Beds 

a. Divided Beef. Most hose carried on apparatus 
is loaded in a bed which is open to the rear of the 




BEGINING IHE DOUBLE DONUT ROLL. 



apparatus. To increase efficiency, beds are nor- 
mally divided into two or more compartments 
(fig. 4-7), either by built-in partitions or by plac- 
ing boards (baffle boards) in the bed as hose is 
loaded. Separate compartments are provided for 
2V^-inch (6.35centimeter) and Ix-inch (3.81- 
centimeter) hose (fig. 4-8). The term divided load 
is used to describe a load in which the larger size 
hose, 21/^-inch (6,35-centimeter) , 3-inch (7.62-cen- 
timeter) or larger, is divided so that two or more 
lines can be laid with a single movement of the 
apparatus. This is an advantage when the quan- 
tity of water to be moved is too great for a single 
line. 





FORMING THE SELF LOCKING START FOR A DONUT ROLL. 




COMPLETED DOUBLE DONUT ROLL. 

Figure i-3. Thedoubledonutrdl. 



COMPLETED DONUT ROLL WITH SELF LOCKING LOOPS. 

Figure 4-4. Self locking donut roii. 
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BEGINNING THE SINGLE LENGTH FOLD. 





SECOND STEP IN FORMING A SINGLE LENGTH FOLD. 



Figure i-6. The standpipe pack. 




COMPLETED SINGLE LENGTH FOLD. 
Figure i-5. The single length fold. 

b. Cross Body or Transv&^e Hose Beds. These 
beds are provided on some apparatus for attack 
lines, which can be taken off to either side. They 
are usually located behind the cab and can be 
reached quickly by men riding in or behind the 
cab. The lines are usually connected to a swivel 
fitting in the middle of the bed, which connects to 
piping from the pump. This allows the line to be 
taken from the side of the apparatus directly to- 
ward the fire, if there is room for both the engine 
and a ladder truck in front of the building on fire. 
Disadvantages of cross body hose beds include in- 
terference with the pump operator's use of the 
pump panel, and the short length of the bed, 
which is less than the width of the apparatus. 
Hose loaded in such beds has more sharp bends 
than where a longer bed is used. 

4-22. Functions of Hose lines 

The function — or purpose for which normally 
used-of a hose line determines how it is loaded 
and what type of hose is used. Lines that are 



normally used for supplying water to pumping 
engines, building sprinkler systems, or nozzles 
and master stream devices at major fires must be 
large enough to move large volumes of water 
efficiently. They should be capable of being laid by 
movement of the apparatus. Preconnected IV^- 
inch (3.81-centimeter) or 214-inch (6.35-centime- 
ter) attack lines, with nozzles attached and con- 
nected to piping from the pump, are designed to 
be put in operation quickly with the apparatus 
placed near the involved building. They are 
stretched by hand. 

4-23. Standard Loads 

The methods used by fire departments for loading 
hose on main hose beds of a fire truck are the 
accordion load, the flat load, and the horseshoe 
load. These loads can be packed tight enough by 
hand to keep the layers from settling into each 
other as apparatus travels over the road. Tools 
such as bars and spanners should never be used to 
pack hose. This could result in damaging the hose, 
and in loads too tight to pay out easily. When 
loading hose it is important to locate couplings so 
they will pay out without turning in the bed. 
Turning couplings can wedge in the bed and may 
also fly up and injure men on the back step. To 
locate couplings properly, it is sometimes neces- 
sary to use a short fold when loading the bed. 
This is called a dutchman. The method for form- 
ing a dutchman is described under each of the 
standard loads. In beginning a load the coupling 
that is loaded first-and will be the last off-is 
placed at the rear corner of the bed so it can be 
seen when the load is completed. When a divided 
bed is used it is possible to connect the top cou- 
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A.DIVIDEO MAIN BED 

B.BEDS FOR PRECONNECTED HOSE 

C, CROSS BODY OR TRANSVERSE REDS 

Figure 1^-7. Hose beds. 

pling in one bed with the bottom coupling in the 
next, so that a single long line can be laid without 
stopping. If the hose is not crossconnected, the 
visible coupling will show at a glance that the 
hose is not preconnected. In describing the var- 
ious loads, the front of the hose bed is the end 
toward the apparatus cab, and the hack or rear 
the end at the back step. 

a. The Accordion Load. The accordion load con- 
sists of folding the hose back and forth lengthwise 
in the bed accordion fashion, with the hose on 
edge. The main advantage of this load is the ease 
with which shoulder loads can be formed for hand 
stretching lines. Its principal disadvantage is that 
it places many sharp bends in the hose. 

(il) To form an accordion load, place the first 
coupling in the rear of the bed, next to the parti- 
tion or baffle board that will separate the two 
parts of the main hose load (fig. 4-9). Take the 
hose to the front of the bed, standing on edge, fold 
180°, and bring it to the rear alongside the first 
fold. Again fold 180 degrees and repeat the proc- 
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TOP VIEW 
Figure 4-8. Divided bed. 

ess. As each end fold is formed, stagger alternate 
folds with the first all the way to the end of the 
bed, and the next 2 or 3 inches (5 to 8 centime- 
ters) short of the end. This keeps folds from 
coming directly opposite each other, which would 
make the ends fill up faster than the middle of the 
bed and would also make the folds sharper. 

(2) To change the position of a coupling with 
a dutchman, take a short fold in the hose (fig. 
4-10). This assures that the coupling will not turn 
in the truck bed when paying out. 

(3) When a layer is complete, the last 180" 
fold at the rear of the hose bed is made in the 
opposite direction of the other folds (fig. 4-11). 
This prevents kinking when the hose is laid. The 
hose is then tucked between the two previous 
folds and taken to the front of the bed, rising 
gradually to the top of the first layer at the front 
of the bed. It is then either brought straight back, 
beginning the next layer, or carried across the 
front of the bed to begin the second layer on the 
same side as the first. 

b. The Flat Load. The flat load consists of fold- 
ing the hose back and forth lengthwise in the bed, 
with the hose flattened (fig. 4-12). It pays out 
very easily and produces a straighter lay than the 
accordion load. However, it is more difficult to 
form shoulder loads for hand stretching from the 
flat load than from the accordion load. Both loads 
have many sharp bends in the hose. 

(1) To form a flat load, place the first cou- 
pling in the rear corner of the bed next to the 
partition or baffle board that separates the two 
parts of the main hose load (fig. 4-12). Lay the 
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hose to the front of the bed, fold it 180 degrees, 
and bring it to the rear at a slight diagonal to 
place the second fold next to the first coupling. 
Fold 180 degrees and repeat the process. Keep the 
end folds even. 

(2) To change the position of a coupling, 
make a short fold (dutchman) as with the accor- 




BEGINNING THE ACCORDION LOAD 




FORMING THE ACCORDION LOAD NOTE STAGGERED FOLDS. 

Figure J^-g. The accordion load. 
4-14 




Figure i-lO, Forming a dutchman. 

dion load, except that the fold will be doubled 
back on itself rather than placed next to itself 
(fig. 4-12). 

(3) When the first layer is complete, begin 
the second by laying the hose diagonally in the 
opposite direction (fig. 4-12). The layers are 
formed in the same manner as the first layer, 
except that in alternate layers the end folds at 
each end are staggered by 2 or 3 inches (5 to 8 
centimeters) so that the bends will be less sharp 
and the ends will not fill up faster than the middle 
of the bed. 

c. The Hors&hoe Loud. The horseshoe load con- 
sists of hose loaded around the sides and front of 
the bed so that its shape roughly resembles that of 
a horseshoe. It has the advantage of less sharp 
bends in the hose, but does not lend itself readily 
to forming shoulder loads for hand stretching. 

(1) To form the horseshoe load, place the 
first coupling next to the partition or baffle board 
that separates the two parts of the main hose load 
(fig. 4-13). Lay the hose to the front of the bed 
with the hose lying on edge, fold the hose 90 de- 
Agrees, and lay it across the front of the bed to the 
opposite side. Make a90° fold and lay the hose to 
the rear of the bed. Then fold it 180 degrees and 
repeat the process. Stagger the 180 degree folds 
at the rear of the bed as shown in figure 4-13. 

(2) Coupling positions can be changed by use 
of a short fold (dutchman) as -with the accordion 
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Figure ^—11. Two methods of starting 

second layer of accordion load. 



load or by taking an extra fold across the front of 
the bed (fig. 4-14). 

(3) A new layer is started by bringing the 
hose to the rear of the bed (fig. 4-15), across the 
end of half of the layer, and then gradually rising 
as it is being brought to the front of the bed. An 
alternate method (fig. 4-15) may be used in which 
the last fold of the layer toward the front of the 
bed is brought up, laid flat, and placed diagonally 
to a front corner. Then the hose is folded to bring 
it up on edge and laid in the same way as the 
layer laid previously. 

4-24. Hose load Finishes 

Hose load finishes have two primary purposes-to 
provide hose line at the fire area with a minimum 
amount of effort 'and for convenience in hooking 
up to a hydrant. The finishes must provide a 
loosely loaded hose that will pull off the truck and 



pay out easily. The method adopted is governed by 
the local conditions and the preferences of the fire 
chief 

a. The Donut Finish. The donut roll, described 
in paragraph 4-19a, can be used to finish a hose 
load (fig. 4-16). It provides 50 feet (15 meters) of 
hose to facilitate hoooking up to a hydrant or 
advancing attack lines. When a load is finished 
with a donut roll a second length of hose is 
usually placed (flaked) loosely back and forth 
across the top of the load so the donut can be 
carried off easily. 

b. Cross Fold or Riprap Finish. This finish 
consists of loading the last length or two in a 
loose accordion fashion across the hose bed on top 
of the load (fig. 4-17). It will pay out freely, and 
a bundle can be grasped under the arm when step- 
ping off to catch a hydrant. 

c. Skid Load Finish. The skid load is used to 
finish a load for working attack lines when the 
reverse lay is employed. About 15 feet (4.5 me- 
ters) of hose is loaded starting at the front of the 
bed with a cross fold (fig. 4-18). The hose is then 
turned flat and brought to the rear of the bed 
about 12 to 18 inches (30.6 to 46 centimeters) 
from the side of the bed. It is allowed to hang 
over the rear edge of the load about a foot (30.6 
centimeters) 180°, and taken back on itself to the 
front of the bed. Here it is folded to run at a right 
angle to a point the same distance from the oppo- 
site end of the load, folded again, and brought to 
the rear and back to form a second skid (fig. 
4-18). At the front of the bed the hose is brought 
up on edge and loaded in a cross fold on the two 
skids (fig. 4-18). The ends of the cross fold are 
kept 3 to 6 inches (7.6 to 15 centimeters) from 
the sides of the hose bed so the load will not dis- 
lodge when laying out. A nozzle can be attached 
and placed on top of the cross folds (fig.4-18). A 
21/2-inch (6.35-centimeter) b y ll/2-inch (3.81- 
centimeter) reducing wye can be coupled to the 
2i/^-inch (6.35-centimeter) hose and a line of 11/2- 
inch (3.81 centimeter) hose, or two lines folded to- 
gether, used to complete the skid load. Care must 
be taken that all couplings and appliances used in 
the skid load rest on the skids or on top of the 
cross fold position. 

4-25. Inspection and Maintenance 

All hose and fittings should be inspected monthly, 
and after each use they should be washed and 
inspected again. 
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BEGINNING THE FLAT LOAD 



FORMING THE FLAT LOAD 





THE SECOND LAYER NOTE THAT FOLDS ARE STAGGERED 
FROM THOSE IN FIRST LAYER 



BY FOLDING THE HOSE BACK ON ITSELF 



Figure i-12. The flat load. 
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a. When inspecting hose, go over the jacket 
thoroughly for breaks or worn spots. Look closely 
where the hose enters the coupling to see if there 
is any sign of the coupling coming loose. Look 
inside the coupling for damaged or slipping ex- 
pansion rings. Inspect the swivel of the female 
couplings for damage. 

b. Any damage to hose should be reported im- 
mediately to the crew chief in charge and re- 
corded on the hose record card. The threads of 
couplings should be cleaned thoroughly with a 
wire brush and a small amount of powdered 




BEGINNING THE HORSESHOE LOAD. 




graphite or mild soap solution should be applied 
to them. 



4-26. Hose layouts and Carries 

The preceding paragraphs covered the various 
methods of loading hose on a firetruck. Additional 
preparation is that of hose layouts and advance- 
ment to fires. Time is not so important when load- 
ing hose, but the process requires the utmost skill 
and cooperation because it is an important factor 
in hose layouts. There are only two hose layouts 
used in the Army: the straight lay and the re- 
verse lay (which is the standard Army hose lay), 

a ■ Straight Lay. The straight lay (fig. 4-19) is 
made as follows: On the approach to a fire the 
truck stops at a hydrant chosen by the crew chief. 
The hydrant should be as near the fire as possible 
without endangering the truck or driver, should 
the fire spread. The plugman steips off with enough 
line, and while he takes a turn around the hydrant 
with the hose, the truck proceeds to the fire. The 



FORMING THE HORSESHOE LOAD. 
NOTE STAGGERED FOLDS. 

Figure i-13. The horseshoe load. 




Figure 4-14. Two methods of forming a dutchman 
with the horseshoe load. 
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STARTING A SECOND LAYER OF IHE HORSESHOE LOAD. 




ALTERNATE METHOD OF STARTING A SECOND LAYER. 

Figure i-is. Second layer of horseshoe load. 

plugman removes the 21^-inch (6.35centimeter) 
cap nearest the fire, connects the hose, removes 
the loop that is around the hydrant, opens the 
hydrant with his hydrant wrench, and proceeds to 
the fire, straightening out kinks or bends in the 
hose on the way. When the truck arrives at the 
fire, a hose clamp is applied to the hose, and 
enough working line (determined by the crew 
chief) is removed from the truck by a hoseman, 
who grasps one or more folds and walks backward 
till the loop or loops are clear of the truck. Then 
he goes back to the truck and repeats the proce- 
dure. He lays each loop nearer the fire. When 
enough hose has been removed, he disconnects the 
nearest coupling, puts the loose end back in the 
truck bed, and connects the nozzle to the hose. He 
then removes the hose clamp from the hose. He 
can then advance to the fire. 







Figure i-16. Donut roll finish for hose load. 

NOTE 

It is a good practice for the driver, if 
possible, to stop the truck about 75 to 100 
feet (23 to 30.5 meters) beyond the near- 
est point to the fire. This will give the 
hoseman that much additional working 
line. 

The straight lay, particularly if a long 214-inch 
(6.36-centimeter) supply hose line is used, car 
supply only li/2-inch{3.81-centimeter) hose line: 
and the pumper can be used only to a fraction of 
its capacity. The straight lay should be used with 
caution and only for a ll/2-inch (3.81-centimeter) 
hose stream fire without possibility of develop- 
ment into a 2V2-inch (6.35-centimeter) hose 
stream fire. The straight lay may be used under 
certain circumstances if a second pumper is posi- 
tioned at the hydrant. 




Figure i~l 7. Cross fold finish for hose load. 
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BEGINNING THE SKID LOAD FINISH. 




FORMING THE CROSS FOLD PORTION 
OF THE SKID LOAD FINISH. 





COMPLETED SKID LOAD FINISH FOR HOSE LOAD. 



FORMING THE SECOND SKID. 



Figure i-18. Skid load finish. 
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Figure U-19,Straight lay. 



&. Reverse Lay. When using the reverse lay, the 
hosemen lay hose from the fire to the hydrant (fig. 
4-20). 

(1) The pumper can be used to capacity and 
2y2-inch (6.35centimeter) hand lines used only 
hhen the pumper is positioned at the hydrant and 
taking suction through a 4 1/2 -inch {11.43-centime- 
ter) hose. 

(2) To make the reverse lay, the following 
procedures should be used. The truck should stop 
75 to 100 feet (23 to 30.5 meters) short of the 
nearest point to the fire. (This will give additional 
working line.) The hosemen remove the working 
line by pulling a "skid" or other hose load. When 
the working line is removed, the nozzlemen start 
advancing the line to the fire. While the nozzlemen 
are occupied, the crew chief, driver, and plugman 
remove other equipment that may be needed, such 
as ladders (extension and roof), forcible-entry 
tools, portable lights, and pike pole. This equip- 
ment should be placed off the road and on the fire 
side of the truck. The crew chief kneels on the 
hose line to anchor it as it pays out, and then 
proceeds to the fire to aid and supervise the noz- 
zlemen. 

NOIE 

This procedure is flexible. The crew chief 
may have one of the hosemen anchor the 
hoseline while he proceeds to the fire. 



The driver and plugman remount the truck, the 
plugman riding on the side to avoid injury from 
hose and couplings as the load is paying out. Mak- 
ing sure that a crew member is anchoring the 
hose, the driver drives the truck to the hydrant. 
He then puts the pump in gear, dismounts, discon- 
nects the hose at a coupling (making sure there is 
enough hose to reach the pump), returns the loose 
end of the hose to the hose bed, carries the end of 
the hose that leads to the fire around to the pump 
on the side opposite the hydrant, and connects the 
hose to the discharge outlet of the pump. He may, 
if necessary, assist the driver in connecting the 
suction hose to the hydrant. The hydrant valve is 
then opened. The plugman proceeds to the fire, 
checking the hose line for leaking couplings and 
kinks, and reports to the crew chief. The driver 
remains at the pump controls at all times while 
the pum,p is being used. 

c. General Principles of Layout Any crew mak- 
ing a layout during drill or actual emergency 
must understand the principles of fire hydraulics 
in order to compute such things as friction loss. 
Hose layouts, such as Siamese operations, may be 
carried out during drill periods, depending upon 
the potential firefighting demands of the individ- 
ual base. In areas where the possibility of exten- 
sive fires exists, it may be well to concentrate on 
drills containing layouts where large water vol- 
umes and pressures may be required. It may be 
advisable under these conditions to establish a 
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Figure i-20. Reverse lay. 
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preassigned procedure for each piece of apparatus 
where the fire hazard exists. The pieces of appara- 
tus which would normally be first in, or first to 
arrive at the scene of a potential fire, should be 
given priority. 

d. Advancing the Lines. The most commonly 
used method of advancing the line is as follows : 

(1) The nozzleman faces away from the fire, 
puts the hose over his left shoulder with the noz- 
zle hanging downward at his back, and turns to 
the left facing the fire; the hose will extend across 
his chest and in under his right arm (fig. 4-21). 
He then advances to the fire. 

(2) Personnel to the rear of the nozzleman 
carry the hose by means of the shoulder carry and 
the underarm carry (figs. 4-22 and 4-23). When 
using the shoulder carry, the carriers must place 
the hose on the same shoulder as the nozzleman 
uses. The underarm carry is particularly good for 
advancing lines at street level. Underarm loads 
may be picked up easily and quickly. 

e. Advancing Hose up a Ladder. A 21/2-iiich 
(6.35-centimeter) hose should always be advanced 
up .a ladder with a dry line if possible. 

(1) A hose full of water is difficult to move or 
maneuver. If the line is already charged, time and 
effort are saved if the line is first broken and 
drained before any extensive advancement is at- 
tempted. 






Figure i-21. Carrying a hose forward. 



Figure i~22. Shoulder carry. 

(2) In advancing an empty line up a ladder, 
the men climb about 10 to 12 feet (3 to 3.7 me- 
ters), with the hose on their shoulders and 20 to' 
25 feet (6 to 7.6 meters) between them (fig. 
4-24). As the operation progresses ,additional hose 
must be fed or passed to the men on the ladder to 
prevent the line from becoming fouled. When 
enough hose for adequate maneuvering has 
reached the desired height, the hose line should be 
anchored with a rope hose tool, chain, or strap to 
a fire well, a window sill or the ladder itself. The 
anchor should be made directly below the coupling 
to remove the strain of the hose and water weight 
from the lineman. 

f. Advancing Hose Up A Stairay. Hose is diffi- 
cult to drag even in an open, unobstructed area, 
and it is very difficult to maneuver around ob- 
structions, such as those offered by a stairway. 
Time and energy may be saved if the hose is car- 
ried. The underarm carry is superior for stairway 
work under most conditions (fig. 4-25). If the 
hose has been properly removed from the appara- 
tus, a man can quickly grasp an armful, since it 
lies in an orderly position. Again, advancing the 
hose is much faster and easier if the line is kept 
dry until the fire is approached; this can be done 
by keeping the hose clamp in place until the 
proper time for its release. 
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Figure ^-23. Underarm, carry. 



g. Advancing Hose With a Handline. It fre- 
quently becomes necessary to take a hose line to 
an upper window or over a roof parapet with a 
handline. The line should be dropped from above 
by someone who has already carried the coiled 
handline to the desired level. Hose lines should be 
hoisted dry whenever possible, even if this re- 
quires draining a line. It is usually faster to do 
this than to attempt to hoist a charged line. In 
hoisting the line, it is doubled back so that the 
nozzle is about 4 feet (1.22 meters) from the end 
('fig. 4-26). A clove hitch is tied around the nozzle 
and hose, securing the nozzle a few inches be- 
hind the tip, with the standing end of the rope 
on the opposite side of the doubled hose from the 
nozzle (1). Next a half hitch is taken around the 
hose about a foot from the end (2). As the hose is 
hoisted, the standing end of the rope is kept be- 
tween the building and the hose if possible, to 
prevent unnecessary damage to the hose. A man 
on the ground guiding the hose can assist in main- 
taining this position. 

4-27. Replacing a Section of Hose 

A hose line does not normally burst when equip- 
ment is properly handled, maintained, and in- 
spected. Nevertheless, it happens, and any fire or- 
ganization will suffer serious consequences if 



drills and precautions against burst lines are not 
undertaken. If a hose bursts, either the ruptured 
section of hose must be replaced, or a short line 
must be extended; either procedure requires shut- 
ting down the line by kinking it (fig. 4-27) or by 
using a hose clamp. The hose clamp is normally 
used if it is immediately available; if not, the line 
may be kinked behind the coupling to save the 
time required to go back to the hydrant. The re- 
placement section is brought to the point where it 
is to be inserted, care being taken that the cou- 
plings are not dragged, dropped, or damaged in 
moving and that the male and female coupling are 
placed to make proper connection. Manpower per- 
mitting, the ruptured section should be removed 
while the replacement section is being carried 
from the apparatus. To save time, both connec- 
tions should be made simultaneously. 

4-28. lengtliening a Hose 

Every precaution must be taken to provide 
enough hose for whatever maneuvering may be 
required to reach any portion of the structure 
involved in fire or any nearby structures which 
may be ignited by the original fire. Frequently, 
11/2-inch (3.81 centimeter) lines are fed by a 21/2- 
inch (6.35-centimeter line for confined spaces 
and for overhaul purposes. This requires that the 
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larger line be advanced when necessary and de- 
mands surplus or additional lines. When a line 
must be lengthened, two men remove two lengths 
(or 100 feet (30.6 meters) of hose) from the 
truck, and, using the shoulder carry, proceed to 
the end of the line (fig. 4-28). When the second 
man is about 25 feet (7.6 meters) beyond the end 




(2) 



(1) 



DRY LINE 

Figure j^-gB. Hoisting hose with a h a n d I i n e. 






Figure Ji.-2i. Advancing a hose up a ladder. 




Figure 4,-25, Advancing a hose up a stairway. 



Figure 4-27. Kinking a hose line to stop flow, 

of the line to be lengthened, he drops the hose, 
lays the coupling on the ground, and goes back to 
make the connection. The line is coupled while the 
first man continues on, paying off hose from his 
shoulder. After completion of the connection, 
water is readmitted into the hose when the signal 
is given. 

4-29. Controlling a Charged line 

Working on a ladder sets up unstable conditiona 
especially when a charged hose line is being han- 
dled. To prevent accidents and conserve efforts. 
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the hose may be anchored to the ladder with ei- 
ther a hose rope, a hose strap, or a hose chain 
(fig. 4-29). 

a. As previously stated, it is difficult for one 
man to hold a nozzle of normal size which is dis- 
charging water from a2i/2-inch(6.35-centimeters) 
line. This feat becomes even more difficult on a 
ladder. Therefore, when water is being discharged 
from a nozzle while the nozzleman is standing on 
a ladder, the hose should be secured to the ladder 
a few feet behind the nozzle, or within the small- 



est distance necessary to permit proper movement 
of the stream. Securing the hose in this way stops 
the nozzle reaction or kickback. 

6., Frequently, when a nozzle is operated from 
ground level, not enough manpower is available, 
or too much nozzle pressure causes the nozzle to 
set up too much reaction to allow its safe holding. 
This situation may be remedied to a reasonable 
extent by shutting off the nozzle, looping the hose, 
and tying it to the forward end of the loop just 
far enough behind the nozzle to allowmaneuvera- 






=SV' 



Figure i-28. L engthening a hose 
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Figure 4-29. Securing hose to ladder with hose strap. 



b. Shoulder loads are formed by the first man, 
who starts with the nozzle or free end of the hose 
and places several layers or loops of hose over his 
shoulder in front and back ; but they must not 
extend so far as to interfere with his mobility. 
The next man will leave about 10 feet (3 meters) 
between the man in front of him and the point 
where he starts forming shoulder loads. This Op- 
eration continues until all available manpower is 
utilized (fig,^ 4-31). 

c. When a single 50-foot (15-meter) section of 
hose is to be carried, a man places the main body 
of the hose on his shoulder and holds it with one 
hand (fig. 4-32). He uses his other to hold both 
couplings to prevent them from being dragged on 
the ground or damaged in some other way. 

d. If a small additional length of hose is needed 
to reach the fire or to allow the hose to move to 
another area, a loop may be formed in the line 
and rolled toward the nozzle. This operation re- 
moves much of the zigzag slack from the line and 
lengthens it somewhat, thus increasing nozzle 
.mobility and stream range efficiency-both from 
the standpoint of decreasing friction loss and in- 
creasing the range. 




Figure 4-30. Securing hose against back -pressure. 

bility of the nozzle (fig. 4-30). Tying the hose in 
this manner increases friction loss somewhat and 
gives the hose a greater tendency to straighten 
itself. After securing it, however, one man should 
be capable of directing the stream. When move- 
ment of the hose is necessary, tying the hose in 
this manner is not recommended. 

4-30. Moving Hose lines 

Hose lines when dry or uncharged must fre- 
quently be moved from one location to another. 

a. When any great quantity of hose, such as 
several lengths, must be carried from one location 
to another, it normally requires the coordinated 
effort of several men to move the hose with any 
degree of speed and order. 



4-31. ladders 

A ladder is made of wood, rope, or metal, and is 
as definitely a part of fire service equipment as 
the hose, nozzles, or tools. 

a. A firefighter must know how to carry, raise, 
and climb the different types of ladders issued by 
the Army. He should practice these procedures 
until the operations become as nearly automatic 
as is humanly possible. 

b. The principal parts of a ladder are the sides, 
called beams, and the crossbars, called rungs. Lad- 
der rungs are of the same design, regardless of 
the type of ladder. They consist of a round bar of 
specified size and strength. 

C. Trussed ladders are designed as they are to 
make them stronger and lighter (fig. 4-33). A 
solid-beam ladder made of good material may 
meet the strength specifications, but it is much 
heavier than an equally strong trussed ladder, so 
the truss type is perferable. Trussed ladders are 
constructed with two beams on each side of the 
ladder. Some are made with one of the beams 
larger than the other beam on the same side of the 
ladder; others are made with all beams of equal 
size. With the former, the rungs are set in the 
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Figure i-31. Moving a hose line us\ng shoulder loads. 




Figure 4-32. Carrying a single folded section of hose. 
4-26 



larger beam, which is called the rung beam; the 
other beam is called the truss beam. Where the 
beams are of equal size, the rungs are set into 
blocks which are, in turn, set between the two 
beams. 

d. The beams of wooden ladders are made of 
either Douglas fir or airplane spruce. The rungs 
of a wooden ladder are made of second growth 
hickory or ash. Many ladders are now being made 
of aluminum and are much lighter in weight. 

4-32. Kinds of ladders 

Ladders currently being used by the Army are 
straight ladders, extension ladders, folding lad- 
ders, roof ladders, and Bangor ladders. 

a. Straight Laddem. Straight ladders are some- 
times called wall ladders and range in length from 
10 to 40 feet (3 to 12 meters). In the Army these 
ladders are constructed on the exterior walls of 
buildings. They are used as auxiliary ladders only. 

b. Extension Laddem. As the name implies, 
these ladders consist of two or more sections. The 
base section is called the bed ladder, and the other 
sections are the fly ladders. The fly ladder slides 
through guides on the upper end of the bed ladder 
and is equipped on the lower end with pawls, or 
dogs, that hook over the rungs of the bed ladder 
when extended to the desired height. The fly lad- 
ders are raised by a halyard that is fastened to the 
lower rung and operates through .a pulley on the 
u^er end of the bed ladder. Extension ladders 
are made in lengths from 14 feet (4 meters). 
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Figure i-SS. Trussed ladders. 




Figure Jr-SU. Bangor h&&r. 



called the "baby" extension, to aerial ladders of 
160 feet (48 meters). However, extension ladders 
used most commonly by the Army are the 20, 
24, and 36-foot (6, '7, and U-meter) extensions, 
and the 40 and 50-foot (12 and 15-meter) Ban- 
gers. 

c. Roof Ladders. Roof ladders issued by the 
Army have hooks mounted on a movable socket, 
which permits them to fold inward when not in 
use. Roof ladders range in length from 10 to 20 
feet (3 to 6 meters). They may be of either the 
solid- beam or truss type. By placing the hooks of 
the ladders over roof peaks, sills, walls, or the 
coping of any opening, a fireman can climb the 
ladder with safety even though its butt may not 
rest on a foundation. 

d. Bangor Ladders. A Bangor ladder is an ex- 
tension ladder 40 feet (12 meters) tall or taller 
(fig. '4-34). Each side has a pole attached to it 
with a swivel. These poles are called tormentors. 
They have a spike in each free end, and aid in 
lifting and steadying the ladder while it is being 
raised. 

e. Folding Ladders. A folding ladder is made up 
of two or more sections which are hinged for fold- 
ing. A mechanism locks the hinges when the lad- 
der is extended for use. 

4-33. ladder Carrying 

a. One-Man Carry. Often a shortage of man- 
power makes it necessary for one man to carry 
and operate ladders. One well-trained man can do 
this, leaving the other men to perform the many 
other tasks necessary during an emergency. The 
roof ladder can be carried by removing it from 
the apparatus and passing either arm through the 
ladder at the middle of its length. The hooks 
should be carried forward and lowered (fig. 
4-36). Extension ladders under 25 feet (7.6 me- 
ters) in length can be carried by positioning the 
shoulder at the center of the ladder with the heel 
forward, as shown in figure 4-36. This method 
allows the ladder to be set and raised in one con- 
tinuous operation. 

to 36 feet long (8 to 11 meters) require a mini- 
mum of two men, one near each end. After they 
have removed the ladder from the apparatus, each 
man passes one arm through the ladder and 
grasps the second rung forward (fi. 4-37). Both 
men must be on the same side of the ladder. The 
heel should be carried forward. When carrying a 
ladder in a crowded area, the lead man will use 
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Figure 4-86. One-man carry. 




Figure^-^ff. One-man extension ladder carry. 

his outside hand to prevent injury to persons in 
the hne of travel. 

c. Four-Man Carry. Four men remove the lad- 
der from the apparatus and place it on the ground 
with the fly of the ladder up. The men take posi- 
tions, two near each end on opposite sides of the 
ladder. They face the top of the ladder, reach 
down, and grasp a rung with the hand nearer to 
it. They raise the ladder on their shoulders and 
carry it, as shown in figiire4-38. 

d. Six-man Carry. This carry is used for the 
Bangor ladders and is the same as the four- man 



carry, except that two additional men are placed 
in the middle on opposite sides of the ladder (fig. 
4-38). 

NOTE 

Ladder drills tie in very closely with 
hose operations, because ladders are fre- 
quently needed for maneuvering the hose 
to an effective fire-extinguishment posi- 
tion. In addition, ladders are needed for 
rescue, ventilation, and salvage work, 
and for other fire fighting duties. 

4-34. La d d e rRa ising 

As in ladder carrying, ladder raising is an opera- 
tion requiring practice and cooperation. Before a 
ladder can be raised, it must be determined how 
far the heel of the ladder should be placed from 
the building. There are two methods to determine 
this. One is to divide the length of the ladder by5 
and add 2. For example, if a 35-foot (U-meter) 
ladder, fully extended, is to be used, the distance 
would be (35 -4- 5) + 2 = 9 feet (2.7 meters). 
The other method is simpler and more commonly 
used. The distance is determined by dividing the 
length of the ladder by 4. Thus, if a 35-foot (11- 
meter) ladder is to be used, divide 36 (11) by 4 
and the result is approximately 9 feet (2.7 me- 
ters) (fig. 4-39). 

ft. One-Man Raise. There are two methods by 
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Figure U-S7. Two-man ladder eary. 



which one man can raise a ladder. The first 
method, while slower, is easier for the beginner. 

(1) Carry the ladder as described in para- 
graph 4-33 to the desired location. 

(2) Place the heel of the ladder against the 
building. 

(3) Grasp the top rung and raise the ladder 
to a vertical position while walking toward the 
heel, using every other rung (fig. 4-40). 

(4) Grasp the ladder by the rungs with both 
hands, about three rungs apart. Lift the ladder off 
the ground and carry it back to the desired dis- 
tance from the building. 

(5) If the ladder is the extension type, step 
around in front of the ladder, grasp a rung at 
head height with both hands, and pull away from 
the building until the ladder is again vertical. 

(6) Still facing the ladder, place one foot 
against the side of the beam, the knee against the 
front of the beam, thereby steadying the ladder. 
Allow the top of the ladder to lean slightly toward 
the building to counteract the pull of the halyard. 

(7) Raise the extension to the desired height 
and lock the pawls. Lower the top so that it rests 
firmly against the building (fig. 4-41). 

NOTE 

The other method of the one-man raise is 
faster but requires more skill. Carry the 
ladder as shown in figure 4-35. When 
the heel of the ladder is at the desired 
position, start pressing down on the heel, 
with the hand holding the ladder ; when 



the heals are nearly parallel with the 
ground, lean forward and give a sharp 
push with the shoulder. This will set the 
ladder in the vertical position. Raise the 
extension as described in (5) through 
(7) above. 

h. Two-Man Raise. When enough manpower is 
available, two men should be used for raising 24 
and 26-foot (7 and 8-meter) ladders. The follow- 
ing method should be used : 

(1) The ladder is removed from the appara- 
tus and carried to the desired position. 

(2) The heel should be spotted at a point 
directly below where the top is to rest. 

(3) Where there is enough distance between 
buildings, the ladder is positioned at right angles 
to the target building; otherwise the ladder must 
be positioned parallel to the target building. The 
ladder is laid flat with fly ladder up. 

(4) The man designated to heel the ladder 
stands on both heel plates, reaches forward and 
grasps a rung with both hands, and then leans 
back to assist in the raising. 

(5) The other man stands at one side of the 
ladder, facing the top. He reaches down and 
grasps a rung near the top, raises the ladder over 
his head, swings in under the ladder facing the 
foot, and walks toward the foot using every other 
rung. If the ladder is positioned parallel to the 
building, both men grasp the beams and swing the 
ladder around with the fly inside. 

(6) The two men are now facing each other 
through the ladder. The man on the inside stead- 
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Figure 4-38. Four and six-man ladder comes. 
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Figure i~39. Proper ladder angle. 

ies the ladder while the man on the outside raises 
the fly to the desired height and locks the pawls 
(fig. 4-42). 

(7) The ladder is then lowered to the build- 
ing by both men. 

(8) To lower the ladder, reverse the opera- 
tions. 

c. Four-Man Raise for Bangor Ladders. Al- 
though six men should be used to raise Bangor 
ladders, shortage of manpower frequently makes 
it necessary to use the four-man raise. The proce- 
dure is as follows : 

(1) The four men remove the ladder from the 
apparatus and carry it to the desired point. Then 
ground it at right angles to the building with the 




F\gurei-iO. One-man ladder raise. 

heels close to the building. The four men then take 
their positions as shown in figure 4-43. 

(2) Nos. 1 and 2 release the tormentors and 
pass them overhead to Nos. 3 and 4 ; then they 
return to a position just below the tormentor 
swivels. 

(3) Facing the top of the ladder, Nos.l and 2 
grasp a common rung and raise the ladder over- 
head ; then they swing around in under the ladder 
and raise it to the vertical position by walking 
toward the foot. The pole men assist as soon as 
the ladder is raised above the beam men's heads. 

(4) Nos. 1 and 2 grasp a convenient rung, 
and with their other hands on the beam, lift and 
carry the heel to the proper distance from the 
building. 

(5) Nos. 1 and 2 each place a foot on the 
rung, and Nos. 3 and 4 pull the ladder to the 
vertical position with the tormentors. Nos. 1 and 
2 then raise the ladders and lock the pawls. 
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Figure if-il. P I aci ng of one-man raised ladder. 



(6) The ladder is then held in place by Nos. 1 
and 2 while Nos. 3 and 4 lower the ladder to the 
building with the tormentors. The tormentors are 
then locked in place. 

d. Six- Man Raise for Bangor Ladders. Six men 

should be used to raise Bangor ladders whenever 
possible. The procedure is as follows : 

(1) The men remove the ladder from the ap- 
paratus and carry it to the desired location. 

(2) The men ground the ladder with the fly 



Figure ^-^2. Two-man ladder rake. 



ladders on top, then they take their positions as in 
figure 4-44. 

(3) Nos. 1 and 2 release the tormentors by 
pulling the keys, raise the ends, and pass them to 
Nos. 3 and 4, who, in turn, pass them to Nos. 5 
and 6, the tormentor men. With the spur of the 
tormentors between the first and second fingers of 
the hand nearest the spur when standing outside 
the tormentors, the other hand grasps the tormen- 
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Figure Jf-i3. Four-man Bangor ladder rake. 

tor at arms' length. These men should be about 5 
feet (1.5 meters) apart. 

(4) Nos. 1 and 2 stand on the heel plates and 
reach over and grasp a convenient rung as the 
ladder is raised. 

(5) Nos. 3 and 4, facing the top of the ladder, 
reach down and grasp a common rung, raise the 
ladder overhead, swing under the ladder, and 
raise it using every other rung. Nos. 5 and 6 take 
the weight from Nos. 3 and 4 with their tormen- 
tors as soon as possible, pushing the ladder to the 
vertical position. 

(6) When the ladder is vertical. No. 5 will 
swing to the inside of his tormentor pole and 
carry it around to a position at right angles to the 
other tormentor (fig. 4-45). This steadies the lad- 
der and allows it to be set plumb. 

(7) Nos. 3 and 4 heel the ladder while Nos. 5 
and 6 lower the ladder to the building with the 
tormentor poles. The tormentors are then set 
under the ladder to prevent sidesway. 

(8) To lower the Bangor ladder, reverse the 
operations. 

4-35. ladder Climbing 

a. Ladder climbing is involved in the duties of 
rescue, ventilation, and extinguishment, including 
the moving of hose, ladders, and other cumber- 
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Figure i-U. Six-man Bangor ladder raise. 



some but necessary equipment. Since all these du- 
ties must be carried out swiftly under the strain 
of a fire emergency, ladder climbing becomes a 
highly important skill. To acquire ease in ladder 
climbing and its related uses, the average man 
needs much practice. 

b. In climbing a ladder, one hand is always on 
one of the rungs, unless an article of equipment is 
being carried up or down the ladder. If something 
is carried in one hand, it should be slid along the 
beam, if possible, to give the climber at least a 
limited hold at all times. 
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Figure i-iS. Position of tormentor men-Bangor ladder. 

c. An unnatural coordination exists in proper 
ladder climbing, for while one foot or the other 
must be placed on every rung, one hand or the 
other moves only once for each two rungs as- 
cended by the feet. 

d. The feet should be placed in the center of 
each rung to prevent the ladder from wobbling. 
For speed and smoothness, the body should be 
carried in a nearly upright position with the arms 
moving outward almost in an arch as the hands 
are changed from rung to rung. The ball of the 
foot should be placed on each rung to get complete 
advantage of the leverage afforded by the angle. 
When poor weather provides little traction be- 
tween the boot and rung, the arch in the center of 
the boot should be placed on the rung as a safety 
measure. Using the ball of the foot for climbing 
permits more speed and smoothness and takes less 
effort. Climbing should be steady and smooth, and 
no attempt made to run either up or down a lad- 
der. The upper part of the body should move so 
evenly that it appears to be standing on an escala- 
tor. 

e. Locking in on a ladder means simply placing 
the leg between two rungs and bringing the foot 
back out between the next lower rungs and lock- 
ing the foot either around the rung or around the 
beam (fig. 4-46). This leg lock enables the man on 
tlhe ladder to work with both hands free to handle 
hose, ladders, and tools. Men should anchor them- 
selves to a ladder with a rope hose tool or a safety 
belt only when one position must be kept for a 
long time. Short men are more comfortable when 
they lock one foot around the rung above the one 



on which the other foot is placed, while tall men 
usually are more at ease when they lock one foot 
around the beam. 

/. For safety, especially when there is consider- 
able weight and activity on a ladder, it should be 
anchored to the building with a rope hose tool, 
hose chain, or strap. This anchor prevents the 
ladder from slipping or turning over when the 
load is shifted; it also eliminates much of the vi- 
bration caused by activity on the ladder. When 
necessary, the slack must be taken from the rope 
by twisting it or taking an extra turn around the 
ladder rung. 

4-36. Pumping Operations 

It is difficult to establish a definite, rigid proce- 
dure for the operation of firefighting pumps be- 
cause fire services employ many types of pumps. 
Eiach type of pump normally is manufactured by 
many corporations, and each corporation, in turn, 
locates the pump valves and levers in various 
places on the apparatus. Although comparable 
valves and levers may serve almost identical pur- 
poses, they often differ considerably in appear- 
ance. Consequently, it is practical to give here 
only the operational sequence, eliminating details 
of description and location of the valves, levers, 
and gages. 

a. Placing the Booster Line in Operation. All 

Army pumpers have booster tanks which contain 
a minimum of 150 gallons (568 liters) of water. 
The speed and efficiency with which a booster line 
can be placed in operation largely determines the 
amount of damage by smoke, fire, and water that 
can be prevented. The proper use of the booster 
line is frequently responsible for the extinguish- 
ment of fires at an early stage. 

(1) To place the booster line into operation, 
first remove the line from the pumper and assign 
one crewman to man the nozzle. Since the hose 
usually is 1 inch (2.54 centimeters) or less in di- 
ameter, one man can operate the nozzle efficiently 
with the limited amount of pressure generated 
and volume discharged. Next, start the pumper 
engine, if not already running, and allow it to 
idle. Then place the pump in gear. 

(.2) Open the pump intake valve leading from 
the tank to the pump and allow the pump to fill 
with water. Then open the pump discharge valve 
leading from the booster line. With the engine 
still idling, allow the booster line to fill with water 
to the nozzle. Accelerate the engine until the gage 
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Figure i-iS. Looking i n on a ladder. 



on the control panel shows the pump pressure tO 
be 100 psi, then open the nozzle. When it becomes 
desirable to shut down the pump, retard the throt- 
tle, close the pump discharge valve and the inlet 
valve, take the pump out of pump gear, and place 
it back in road gear. If it becomes necessary to 
close all discharge valves during pumping opera- 
tions, the pump should be taken out of "pump" 
position and placed in "road" position. This will 
prevent the water in the pump from "boiling." 
The relief valve will take care of the pressure and 
heat for a short time, but net for extended peri- 
ods. 

b. Taking Water from the Hydrant. The pri- 



mary rule to follow when taking water from a 
hydrant is as follows: A fire hydrant should be 
opened slowly to prevent pressure surges, and 
completely to prevent undue wear. To take water 
from a hydrant with a pumper (which may be 
necessary because of the great size of the fire or 
insufficient hydrant pressure), the pumper must 
be located strategically in relation to the hydrant. 
This will permit the suction hose to be connected 
conveniently and without kinking (fig. 4-47). The 
cap on the 4V2-inch (11.43-centimeter) "steamer" 
connection of the hydrant should be removed and 
also the suction hose connected to the plug and the 
intake on the pump (which also requires the re- 
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Figure 4-47. Pumping from hydrwnt. 



moval of a cap). The process is continued as fol- 
lows: 

(1) Break the hose at the proper coupling 
and connecit it to one of the discharge outlets from 
the pump. After the pumper discharge valves and 
churn valves are checked and found closed, open 

4-36 



the hydrant valve. Start the pump engine, if not 
already running, and let it idle while the pump is 
put into gear. Open the discharge valve on the 
pump and accelerate the engine until the gage 
indicates the desired pressure. 

(2) The desired pressure is determined by 



TM 5-315 



taking into consideration the size, type, and 
length of the hose, the nozzle size, and the vertical 
distance from the pumper level to the point at 
which the nozzle is elevated, according to the 
principles of hydraulics presented in section II of 
chapter 4. The pump operator should be capable 
of arriving at the desired pump pressure within 
seconds after the layout is made and observed. 

(3) When pumping from a substandard 
water system, pumpers of comparatively large 
capacity may collapse their intake lines if the flow 
into the system is less than the discharge capacity 
of the pump. In this event, the pump operator 
must watch the intake gage as well as the pres- 
sure gage, and regardless of the pressure main- 
tained, should regulate the throttle so that the 
intake pressure does not fall below 6 psi. This 



precaution is taken to prevent a collapse of the 
soft suction hose (intake line) which wouldcut off 
the pumper' s water supply completely. If the hy- 
drants are of such limited capacity, small nozzle 
tips and fewer hose lines should enable continued 
operations. If the hydrant suction is weak the 
hard suction hose should be used. The suction 
pressure should not be permitted to drop below 10 
psi. This will permit a 5 psi error in the gage 
accuracy without the danger of collapsing a water 
main. 

c. Pumping from Draft. When pumping from 
draft, whether the source is a tank, a pond, a lake, 
or a moving stream, the intake side of the pumper 
should be located as close to the water body as is 
feasible (fig. 4-48). 




Figure i^iS. Pumping from draft. 
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(1) The location should have a solid founda- 
tion and be capable of bearing the weight of the 
truck and withstanding the vibration created by 
the engine and the pump. The pump lift, or the 
height from the water surface to the pumper, 
should not exceed 12 feet (3.66 meters) unless 
absolutely necessary. Shorter lifts are capable of 
producing greater overall volume and pressure ef- 
ficiency. The emergency brake of the pumper 
must be set, the gearhift lever placed in neutral 
position, and the throttle opened only slightly to 
maintain a good idling speed. Check blocks are 
placed at the wheels if the vehicle is on an incline. 

(2) Regarding the suction connections, the 
gaskets of the hard suction connections must be in 
place before connections are made. The suction 
strainer is attached to the end of the suction hose. 
A rope is secured to the suction strainer to facil- 
itte handling, and tied into position. The strainer 
beneath the water surface is submerged to a 
depth of 18 inches to 4 feet (0.46 to 1.22 meters), 
depending upon the depth of the water source and 
the capacity of the pumps. Where the depth of the 
water permits, the strainer should be at least 12 
inches (0.305 meter) above the bottom. 

(3) If the water is too shallow to allow the 
suction line and strainer to be suspended in it and 
if the bottom of the water source contains sand 
and debris, the strainer must be protected to pre- 
vent debris from entering the pump. Lumber sheet- 
ing, sheet metal, boxes, the blade of a shovel, or 
any other flat container or object may be placed 
underneath and around the suction strainer to 
keep it clear. The strainer should be tied into posi- 
tion with a rope to prevent it from drawing air. If 
it is impractical to use rope, a large board or some 
other heavy material is placed over the suction 
strainer to keep it submerged. All openings are 
closed including drains and booster connections on 
the suction side of the pump. The necessary hose 
couplings are attached to the discharge outlets. 
When priming a centrifugal pump, the first re- 
quirement is that all discharge valves be closed 
and intakes, except the one being used, be tightly 
capped. The primer should then be started and the 
valve between the primer and the pump opened. 
When the pump is primed (filled with water) the 
pump should be engaged, the primer stopped, and 
the discharge valve(s) opened very slowly to pre- 
vent loss of the prime. Once the pumper is dis- 
charging water, the pressure desired as well as 
the number of lines needed can be maintained by 
coordinating the inake and discharge pressures 



with slow and deliberate adjustments of the throt- 
tle. 

(4) Centrifugal pumps may be equipped with 
either a relief valve or a pressure-regulator valve. 
A relief valve is set at the predetermined pres- 
sure ; then when a line is shut off at the nozzle, the 
backpressure at the pump opens a bypass valve 
which reroutes the water from the discharge to 
the intake side of the pump, thus preventing a 
water hammer. A pressure-regulator valve is set 
at a pressure determined by existing conditions. 
These conditions are governed by the number of 
lines being used, their lengths, and the size of the 
nozzle tips. When a line is shut off at the nozzle, 
the backpressure thus created at the pump 
actuates a. governor that reduces the engine speed 
and the pump pressure. 

(5) When the pump is in operation the en- 
gine temperature must be watched constantly so 
as to maintain an efficient engine temperature of 
160° to 180" F. (71° to 82° C). The temperature 
can be controlled by the cooling-water-supply 
valve. This valve is manipulated as often as neces- 
sary to maintain the desired engine temperature. 
However, the valve should never be suddenly 
opened or closed, for this practice heats or chills 
the engine too rapidly. The excess pressure 
coming from the fire pump is likely to damage the 
radiator or cooling system if the cooling valve is 
opened too far or too fast. 

(6) Water is pumped from the boaster tank 
on the fire truck or trailer in much the same man- 
ner as it is from a hydrant. Since the water in the 
tank is above the level of the pump opening, the 
valve in the connection between the tank and the 
pump will permit water to flow from the tank to 
the pump by gravity, eliminating the necessity of 
priming. Because af this connection, care must be 
exercised to have the valve in this line closed 
when pumping from a hydrant or other gravity 
source of supply under pressure, since the excess 
pressure on the suction side of the pump will be 
introduced into the tank and will result in over- 
flowing, causing leaks in the tank and other dam- 
age. 

(7) As previously stated, it is not possible to 
set forth specific operating procedures for all 
pumps, but the foregoing will serve as a guide for 
the basic principles of operation. Almost all valves 
and levers on the pump are descriptively labeled. 
When they are not or when the nomenclature is 
not completely understandable, the pump operator 
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may, if he understands the purpose and principles 
of the operation, follow out each lever and each 



line leading away from the valve to its source and 
thus determine its specific purpose. 



Section IV. ACTION ON ARRIVAL, SIZEUP, AND FORCIBLE ENTRY 



4-37. Introduction 

After responding to as few as a dozen fire emer- 
gencies the firefighter will be convinced of the 
great variation in fire conditions and the varia- 
tion in procedure required to put out each fire. 
The first action of the firefighting crew immedi- 
ately upon arrival at the fire is probably the 
greatest single factor in determining the success 
or failure of the operation. Enroute to the fire and 
upon arrival, crewmen must quickly analyze the 
part that each will play in the rescue and extin- 
guishment procedures. The crew chief or senior 
man will make the basic assignments. Even after 
the assignments are made there is a great necess- 
ity for individual initiative in the details of execu- 
tion. This initiative increases with experience and 
study. 

4 38. Sizeup 

The first duty of the crew chief and the crew is to 
"size up" or make a quick appraisal of the situa- 
tion and determine what the conditions demand 
and the order of their procedures. 

a. The following six conditions must always be 
taken into consideration : 

(1) Life hazard involved or the rescue work 
required, if any. 

(2) Exposure hazards from both the interior 
and exterior viewpoint. 

(3) Type of building construction (consider 
the possibilities of collapse). 

(4) Content hazards to both the occupants 
and the firemen. 

(5) The accessibility of the fire. 

(6) The type and amount of fire equipment 
required. 

b. Whether persons occupy a burning building 
should be known before firefighting operations 
begin. Also, how many sleep there at night (if the 
fire occurs at night), and the facilities for exit 
and their condition, capacity, and usability. For 
example, open stair wells and fire escapes may be 
blocked by heat and flame, and elevators may be 
inoperative; if the roof over the elevator or its 
shaft is involved in fire, the elevator should not be 
used. On the other hand, stairways cut off at each 



landing, inclosed smoke towers, or horizontal exits 
into adjacent wings or buildings are likely to pro- 
vide safe exits. Fires in buildings used for public 
assembly, such as theaters, dancehalls, clubs, 
schools, and hospitals, and for sleeping quarters 
offer the greatest life hazard. 

c. The roofs and walls of adjacent buildings 
may be endangered by heat radiation or by an 
infiltration of heated smoke and gases from the 
initial fire, which may suddenly ignite or explode. 
Frequently the building or buildings exposed are 
more important to save than the burning building 
from the standpoint of life hazard, content value, 
or current need. Where the fire is well advanced, 
the first streams of water should be used to pro- 
tect such exposed buildings. The direction of the 
wind, slope of the ground, distance between the 
buildings, extent to which the fire has spread and 
other considerations must be carefully appraised 
before action is taken. 

d. Internal exposures from floor to floor via ele- 
vator shafts, open stairways, light walls, etc., 
must also be considered. When the fire is located 
in the basement or lower floor, prompt action in 
getting hose streams into operation at points 
where fire is apt to spread is an important means 
of making an effective fire stop. 

e. The type of building consitruction is a factor 
which determines the time that fire will require to 
cause the collapse of a structure. This is impor- 
tant in determining whether a building can be 
safely laddered, and it will also determine 
whether men should be sent inside the building. 
Heavy timber construction will hold up under 
higher temperatures and for a longer time than 
unprotected steel. Reinforced concrete will with- 
stand more weight of water than ordinary briek- 
joisited buildings. 

/. Content hazards to the occupants and fire- 
fighters consist of explosive stock, toxic fumes, 
chemicals, acid carboys, compressed-gas cylinders, 
high-voltage wires, etc., which, when subjected to 
heat or hose streams, may jeopardize the safety of 
personnel. All of these hazards must be considered 
before ordering specific procedures for fire extin- 
guishment. Knowledge gained during previous 
building inspections is of real value at such a 
time. 
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g. The characteristics of explosives should be 
studied, and, with the advice and assistance of the 
ordnance officer, advance conclusions should be 
reached regarding the time and heat necessary for 
detonation. 

h. Toxic fumes require the use of compressed 
air, self-contained demand breathing apparatus. 

i. Compressed-gas cylinders should have been 
previously inspected to learn the amount of pres- 
sure required to rupture them. Also, whether a 
cylinder is shatterproof should have been deter- 
mined. The flammability, rate of expansion, and 
other pertinent properties of the cylinder contents 
should have been obtained so that the chemical 
reactions in the event of fire can be anticipated, 
liquid and powdered chemical reactions in the 
event of fire can be anticipated. Liquid and pow- 
dered chemicals must be respected from the 
standpoint of their gas-liberating qualities, the 
toxicity of the gas, the type of container (which 
may hasten or retard its release), and the general 
characteristics of the chemical when exposed to 
heat and water. 

j. High-voltage wires can electrocute personnel 
over a widespread fire area where water is gener- 
ally present. If the circuits are not cut off by the 
time water is used, extreme caution must be ob- 
served in stationing personnel during extinguish- 
ment. Personnel must be kept free of water which 
is in contact with sources of electrical currents. 

k. Frequently mud, excavations, traffic jams, 
ditches across roads, blocked alleys, and a multi- 
tude of other obstacles prevent an approach to the 
fire from the most favorable direction. Previous 
knowledge of such conditions, which allows the 
crew chief to take alternate action, will prevent 
considerable delay. 

/. In some fire emergencies it is possible, even 
before the firefighters reach the fire location, to 
determine that additional men and equipment will 
be needed. This can be judged by the nature and 
extent of the headway which the fire has already 
gained. When a large fire is observed in an area 
where no open fires should be found, a second 
alarm should be turned in as quickly as possible. 
This may be done from the alarm box, if one is 
available, or over a two-way radio. On small 
bases, where there are no firefighters available to 
respond to a second alarm, a thorough knowledge 
of available outside aid is invaluable. 

m. In most responses or runs, it will be found 
upon arrival that there is no large fire, but rather 



a small fire consisting of something such as burn- 
ing rubbish, automobile or furniture upholster- 
ing ; or oil overflow around the base of heaters. In 
such cases the crew chief should order one or two 
of his men to use the appropriate extinguisher or 
the booster line. The remainder of the crew should 
remain on the apparatus to await further orders. 
n. In some instances firefighters arriving at the 
scene of a fire may find only an odor of smoke 
instead of an actual fire. If the source of smoke 
cannot be traced immediately and the odor con- 
tinues, a thorough investigation should be made 
from the lowest level to the rooftop. Smoke fre- 
quently is blown into a building from the outside 
or may result merely from the temporary abnor- 
mal operation of a heating appliance. If there is 
any doubt regarding the source of the smoke, the 
firefighters will remain until the source has been 
discovered and corrective action taken. 

o. When the sizeup discloses the need for imme- 
diate action, the following steps should be taken: 
Call for additional help (if required), initiate 
rescue work (if required), ventilate, locate the 
fire, close in, extinguish, salvage, overhaul, and 
investigate. Although listed in sequence, these 
steps are carried out almost simultaneously if 
enough personnel are available. 

4-39. Forcible Entry 

Forcible entry means gaining entry to closed 
spaces by opening locked doors and windows, 
roof, floors, skylights, partitions, and walls by me- 
chanical means. Even the breaching of masonry 
walls with a battering ram and other extreme op- 
erations may be necessary. However, unnecessary 
destruction of buildings must be discouraged. Re- 
sponsibility for careful, methodical forcible entry 
rests directly with the fire department. Forcible 
entry may be required for rescue, ventilation, con- 
trol, or extinguishment and must be carried out 
with fast, methodical judgment, and tactics. 

a. Cutting with the Ax. In cutting with a fire 
ax, short, quick, forceful strokes are used for bet- 
ter aim. Such strokes also prevent the ax from 
striking personnel and from catching in overhead 
obstructions, either of which is easily possible in 
dark or smoke-filled areas. 

(1) Cuts are made diagonally rather than 
with the grain of the board (fig. 4-49) and as 
close to a joist or stud as possible. A proficient 
firefighter should be able to use the ax either right 
or left handed. Cutting in difficult corners and 
under obstructions can be efficiently done only by 
men who have been properly trained. 
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Figure ^-^9. Cutting with the fire OX. 

(2) Ax-made cuts in flooring, roofing, or 
sheathing are made at an angle of about 60° in- 
stead of straight down. Diagonal sheathing is cut 
in the direction the sheathing runs so that chips 
will tend to split out. If cuts are made against the 
sheathing, the ax may bind and require extra ef- 
fort and time. Cuts through a lath-and-plaster 
wall are made in a direction diagonal to the grain 
rather than perpendicular to it. After the boards 
«tre cut, the pick end of the ax may be used for 
prying and removing them (fig.4-50). 

h. Types of Doors, The various types of doors 
must be understood by firemen before successful 
forcible entry can be made with the proper tools. 
The doors normally found on Army installations 
are ledge doors, panel doors, and industrial doors. 

(1) Ledge doors. Ledge doors, sometimes 
called batten doors, are made of built-up material. 
These doors must be locked with surface locks 
consisting of hasps and padlocks, bolts, or bars. 
Hinges on ledge doors generally are of the surface 
type, fastened with screws or bolts. 

('2) Pand doors. Panel doors may be either 
cross or vertically paneled. The panels are com- 
posed of thin material and dadoes are not glued 
into the stiles and rails. Either surface or mor- 
tised locks may be used, and hinges may have full 
surfaces, half surfaces, or hidden butts. The 
hinges usually contain loose pins, which are easily 
removed by a tap with an ax or a spanner wrench. 




Figure 4-50, Prying with the fire ax. 




Figure 4-51, Removing the hinge pins. 

This avoids damaging the door or its casing (fig. 
4-51). 

(3) Slab doors. These are generally made of 
veneered hardwood with a white-pine core. They 
usually employ the same general hardware as 
panel doors, and, because they are solid, are not 
easily sprung. 

(4) Industrial doors. Industrial doors are 
used in garages, warehouses, and storehouses, are 
double- and single-sliding, overhead-lift, or over- 
head-rolling. 

c. Opening Doors. The method for opening 
doors is determined first by the manner in which 
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the door is hung on the frame and then the way it 
is locked. Outside doors in barracks, store build- 
ings, and recreation halls, and smaller doors of 
other buildings are set either against stops in the 
frame or against a rabbeted shoulder in the door- 
jamb. When using a door opener, insert the wedge 
just above or below the lock (fig. 4-52). A span- 
ner wrench with a wedge end may also be used 
where a great amount of leverage is not required. 

(1) Overhead-rolling doors are made of steel 
and offer the greatest resistance to forcible-entry 
tools. Normally, such a door cannot be raised 
except by operating its gear and chain. Prying on 
such a door may spring it so that the gear will not 
function. Sometimes a cast iron plate is installed 
in the wall near the chain. This plate can be bro- 
ken to permit reaching the chain and raising the 
door in an emergency. 

(2) If doors are only stopped in frame, the 
stop can be raised with a sharp wedge and the 
door swung clear of its fastening (fig. 4-53). 
When springing a door in a stopped frame with a 
door opener, use the tool to separate the lock and 
the jamb just enough for the lock to pass the 
keeper. 

(3) When the door is set in a rabbeted frame, 
entry is not easily made. However, splitting the 
jamb or breaking the lock bolt with the door- 
opening tool will allow entry (fig. 4-54). To spring 
a door from either the stopped frame or the rab- 
beted frame, push the door open inward after the 
opener is completely inserted. 




^^^ 







PUSH 



Figure ^-5t. Using the door opener. 



Figure i-5S. Springing a door in a stopped frame. 
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aged, but the door will close properly after the 
entry has been made. 

(5) Double doors may be opened by prying 
between the doors until the bolt of the door clears 
the keeper. If an astragal, or the wooden molding, 
covers the opening, it must be set away before 
inserting the wedge. 

(6) Night latches will normally yield to the 
same prying tactics as mortised locks. However, if 






Figure 4-55, Open\ng a door with afire aa. 




PUSH 

Figure 4-54. Springing a door in a rahhetid frame. 

(4) The same door may be opened with the 
wedge of an ax by inserting the blade above or 
below the lock and prying it to allow the bolt to 
pass the keeper (fig. 4-55). If this system is used, 
both the door and the jamb will be slightly dam- 




BATTERING RAAA 
Figure 4-56. Battering ram. 
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they are fastened to the door with screws, they 
can be bumped off with a heavy obejct, such as a 
battering ram (fig. 4-56). When a battering ram 
is available, pushing a shoulder against the side of 
the door opposite the hinges will often spring the 
lock. 

(7) Overhead-lift doors can be forced by 
prying upward at the bottom of the door with a 
crowbar or claw tool. After the lock bar is broken, 
the doors open readily. 

(8) When single-hinged doors, such as those 
on houses and stables, are locked with a hasp and 
padlock, the staple of the hasp can be pried or 
twisted off with a door opener without damage to 
the lock (fig. 4-57). 

(9) Many double warehouse doors are se- 
cured with a bar dropped into stirrups on the 
inside of the wall. In these cases, forcible entry is 
made by battering the door down or by making a 
breach in the wall with a battering ram. The 
breach is made at a point which permits slipping 
the bar from the stirrups. For ordinary brick 
walls, battering a hole large enough for a man to 
enter and unlock the doors from the inside is fre- 
quently the quickest and least destructive method 
of entry. 

d. Windows. Prying with a wedge is the princi- 
pal operation in forcing windo'Wis. The firefighter's 
ax, a claw tool, or any other wedge-shaped instru- 
ment may be used. If the wedge is wide and thin, 
entry can be forced with minimum damage. 




(1) Factory type windows consist of steel 
sashes, which are often set solidly in the frame so 
that only a portion of the window may be opened. 
The movable portion is generally either pivoted at 
the center or hinged at the top and latched on the 
inside. Since factory type windows have small 
panes, breaking a glass near the latch becomes a 
fast, simple operation which causes negligible 
damage. Jagged pieces of glass left on the sash 
are cleared out before the hand is inserted. Wired 
glass must be completely removed from the sash. 

(2) The check-rail window has two frames, 
or sashes, which are in contact at the top and 
bottom horizontals. If the window has no weights, 
the sash is locked with bolts in the window stiles 
or by a friction lock pressing against the window 
jamb (fig. 4-58). 

(8) Check-rail windows can be opened by 
prying upward on the lower sash rail (fig. 4-59). 
If the window is locked on the check-rail, the 
screws of the lock give way, and the sashes sepa- 
rate. When the window is locked with spring-acti- 
vated bolts, they must be broken or bent before 
the sash can be raised. Prying should be done at 
the center of the glass. However, if the check-rail 




Figure i-S7. Using a door opefiwr on a hasp. 



Figure 4S8. Locking devieeafar eheek-faU vmdowa. 
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latch is on the side, the pry should be made di- 
rectly beneath it. 

(4) Basement windows may be opened in the 
same manner as a door in a rabbeted frame. If the 
prying is done at the center of the lower rail, the 
lock may be pulled or sprung. 

(5) To open windows on upper floors, pri- 
marily to provide ventilation, the firefighter lies 
face down on the roof or leans from a window on 
the floor above and applies the point or hook of a 
pike pole to the window below (fig. 4-60). The 
pike pole can also be used to break the glass if the 
windown cannot be raised or lowered and ventila- 
tion is essential. 

(6) Casement sashes are hinged to the win- 
dow jambs and meet vertically ; they are locked 
either together or to the window frame. Casement 
windows can be opened in much the same manner 
as double doors. Generally, they are securely 
locked, and breaking the glass is necessary. Case- 
ment sashes of wood are generally hinged at the 
top and locked at the bottom; metal sashes may be 
hinged either at the bottom or at the top. 

e. Roofs. Roofs may be classified, according to 
the construction of the covering, as shingle roofs, 
composition roofs, or metal roofs. 

(1) Shingle roofs include all those made of 
small sections of material, such as wood, metal, or 
asbestos, fastened to the sheathing. Shingles are 
nailed to sheathing and can be removed easily. 
Shingle roofs can be opened by stripping off the 
shingles and cutting away the sheathing. 

(2) Composition roofs contain from one to 
six sheets of roofing material, generally consisting 
of tarred felt nailed to the sheathing and 




cemented together with asphalt. Hot asphalt that 
hardens when it cools is spread over the entire 
covering. Gravel may be spread into and over the 
hot asphalt to become a part of the covering when 
the asphalt cools. The sheathing consists of 1-inch 
(2.54-centimeter) shiplap laid tightly on wood 
joints or on solid concrete. Composition roofs re- 
quire more care to open because they are more 
difR'cult to repair. The covering is cut and rolled 
back before the sheathing is cut away to make an 
opening. To locate joists, the roof should be 
sounded before it is cut. The cuts should be close 
to the joists to make both cutting and repair eas- 
ier. 

(3) Metal roofs, generally tinplate, consist of 
sheets of metal crimped or soldered together as 
one sheet. The sheets are fastened to the shea- 
thing just as in wood construction under composi- 
tion roofs. Successful ventilation frequently must 
be obtained by forcible entry tactics. When mak- 
ing an entry for ventilation, the firefighter should 
always work with the wind at his back so that 
gases and flames coming from the opening do not 
hinder or endanger him. After a roof is opened, 
the ceiling below is opened by forcing it down 
with a pike pole or other suitable tool. A ceiling is 
not usually difficult to push down from above. 




Figure Jf—59. Opening check-rail windows. 



Figure i.—60. Using pike pole to open a window 
from above. 



4-45 



TM 5-315 



f. Floors. Permanent-construction wood floors 
are laid double on joints generally set on 16-inch 
(40.6-centimeter) centers. The subfloor is usually 
laid on a 45° angle to the joints, and the fop or 
finish floor at right angles to the joists. In mobili- 
zation type buildings, a single floor is laid directly 
on the joists, the joists set on 16-inch (40.6-centi- 
meter) centers. In theather-of-operations type 
construction, a single floor is laid on joists on 
24-inch {41-centimeter) centers. Floors may be 
opened in much the same way as flat roofs, except 
that two distinct ctting jobs are required for 
double floors because the subfloor and finish floor 
run in different directions. Joists are located by 
sounding, and both cuts follow the side of the 
joists toward the inside of the required opening. 
For efficient cutting, the hand which applies the 
force is held halfway up the ax handle. The feet 
are spread for proper balance and to avoid cutting 
the foot by a misplaced or glancing stroke. The 
man doing the cutting must be careful to stand 
outside the area to be opened 

g. Ceilings. Plastered ceilings are opened by 
breaking the plaster and pulling off the laths. A 
pike pole of proper length is the most effective 
tool for this job (fig. 4-61). Metal and composi- 
tion ceilings can be pulled from joists in the same 
manner. Board ceilings are somewhat difficult to 
remove because the lumber offers considerable re- 
sistance when an attempt is made to jam the pole 
through or between the boards to get a solid grip 
on the hook. 

NOIE 
Certain precautions must be observed 
when opening ceilings and walls. Do not 
stand under the areas to be opened, pull 
downward and away to avoid being hit 
by falling material, and keep the upper 
hand on top of the pole to aid in pulling 
away. Always wear a helmet when pull- 
ing down a ceiling, since it is difficult to 
predetermine the amount of the ceiling 
which may fall after one thrust. 

h. Glass. 

(1) The glass panes of a skylight are gener- 
ally installed in a metal frame which slips over a 
flanged roof opening (fig. 4-62). By prying under 
the edge, the entire skylight can usually be pulled 
loose and removed, if necessary. If skylight 
cannot be lifted, the glass panes may be taken out 
by releasing the metal strips that cover the joists 
and removing the putty. 

(2) Glass in doors and windows is broken 




Figure i-61. Removing lath and plaster ceiling. 
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Figure 4-62. Section of a typical skylight. 




Figure ^-63. Breaking window glass with an ax. 

easily with the flat side of an ax. When breaking 
the glass, stand to one side and strike the upper 
portion of the pane first, being careful that bro- 
ken glass does not slide down the ax handle (fig. 
4-63). After the glass is broken out, remove all 
jagged pieces from the sash to safeguard person- 
nel, hose, and ropes from injury and damage 
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when they pass through the opening. The jagged 
glass may be removed with the pick of theax, 

i. Tools. The proper way to carry tools is almost 
as important as knowing how to use them. Tools 
with sharp hooks or sharp edges should never be 
carried on the shoulder. If the carrier stumbles, 
he may release his grip on the tool, which may fall 
against him or strike another person. In the con- 
fusion, haste, and limited vision which normally 
accompany a fire, body contact is common, making 
an exposed tool a definite hazard. Sharp edges and 
points can be guarded best if tools are held in the 
hands. An ax, for example, is carried at about the 
level of the waist and held high in a horizontal 
position, with one hand grasping the handle near 



the head and the other hand covering the pick. 
Another effective method of carrying an ax is to 
hold it in a vertical position, parallel to the body, 
with the axhead upward, the blade almost beneath 
the armpit, and the hand covering the pick. In 
these positions, an ax can be easily thrown away 
from the body in the event of a fall. Tools with 
hooks, such as claw tools, are carried at the side 
with the hook forward. All tools with pointed and 
sharpened edges are carried in a like manner. A 
sense of safety is important in this respect. 

j. ths" Types of Construction. Local construc- 
tion should be studied and preplanning done when 
construction varies from that described in this 
paragraph. 



Section V. VENTILATION AND SALVAGE 



4-40. Introduction 

The problem of ventilation in burning buildings 
frequently presents great difficulties even to the 
experienced man. Salvage, including the preven- 
tion of excessive water damage, is another impor- 
tant factor in firefighting. 

a. Unless firefighters have a technical knowl- 
edge of combustion processes, fuel characteristics, 
oxygen requirements, draft, effect of heat on air 
currents and building ventilation, and the princi- 
ples involved in forcible entry, they cannot attack 
fires in buildings effectively and with reasonable 
freedom from danger. Principles of the chemistry 
of fires include many of the necessary facts, but 
ventilation introduces special variations. Ventila- 
tion includes removing smoke, gases, and heat 
from a building and controlling the fresh air sup- 
ply to aid in rescues, protect the firefighters, and 
prevent the spread of fire. 

6. The importance of salvage work done by fire- 
fighters cannot be stressed too strongly. Buildings 
and other combustibles are salvaged proportion- 
ately to the speed and efficiency of the firefighters 
and their ability to prevent water damage. 

4-41. The Combustion Process 

In'-the combustion process, fuels liberate carbon 
and hydrogen, the most common elements in burn- 
ing materials. 

a. A fuel exposed to flame or spark burns if it is 
heated to its ignition temperature if a sufficient 
amount of oxygen is present. The approximate 
ignition temperatures of the most common struc- 



tural materials are as follows : dry wood, 500*F. 
(260°C.) ; paper, 450^. (232°C.) ; pyroxylin plas- 
tics, 275° F. (135"* C.) ; and cotton cloth, 440°F. 
(227°C.). 

6. When fuels reach their ignition tempera- 
tures, they react with oxygen to form new com- 
pounds called the products of combustion. Moat of 
this oxygen comes from the atmosphere, which 
normally contains 21 percent of oxygen. Some ox- 
ygen may be supplied by the oxygen content in 
cellulose materials such as wood, paper, and cloth. 
Free burning occurs when enough oxygen ispres- 
ent to consume the available fuel. For example, I 
atom of carbon (C) at its ignition temperature 
reacts with 2 atoms of oxygen (0) to form carbon 
dioxide (CO2). 

c. In a closed structure, enough oxygen is pres- 
ent when the fire starts to support free burning. 
Hot gases rise to the ceiling; this starts a consist- 
ent current and forces the cooler air downward to 
feed the fire from the floor. If fresh air is unable 
to enter the room from the outside, the amount of 
oxygen is gradually reduced until the fuel smol- 
ders and smokes. Theoretically, it should finally 
smother out completely ; actually, however, the 
smoldering stage is sustained because in most 
cases the oxygen supply is never completely ex- 
hausted. 

d. When the oxygen content of air is lowered, 
the rate and nature. of combustion change: More 
and more of the carbon fraction reacts with sim- 
ple atoms of oxygen to form carbon monoxide 
(CO), which, unlike carbon dioxide, is toxic and 
flammable. Sometimes fuels will distill, because of 
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the extreme high temperatures, and join the at- 
mosphere as hot, flammable gases. 

e. Carbon dioxide, the common product of the 
complete burning of carbon materials, is neither 
flammable nor poisonous. The fire begins to smol- 
der as carbon dioxide replaces oxygen in at- 
mosphere of a closed room. In air having a high 
carbon dioxide content, the danger to personnel is 
the suffocating effect caused by lack of oxygen. 

/. Carbon monoxide is a product of incomplete 
combustion. Carbon monoxide gas is more preva- 
lent in unventilated buildings because of the lack 
of oxygen. It is an extremely poisonous gas, and 
air that has a content of 0.5 percent carbon mon- 
oxide causes unconsciousness guickly. Air contain- 
ing 12.5 to 74 percent carbon monoxide may be 
explosive. The ignition temperature of carbon 
monoxide is 1128°F. (609°C.). The combined 
toxic quality and flammability of this gas make it 
very dangerous. 

g. Burning hydrogen combines with oxygen to 
form water vapor. Burning sulfur produces sul- 
fur dioxide, an irritating suffocating gas which is 
not flammable ; it irritates the eyes and respira- 
tory passages and is dangerous to breathe in -high 
concentration. Nitrous fumes include several ox- 
ides produced by cellulose nitrates. 

h. Although the gases of combustion are mixed 
with the air, they are more highly concentrated at 
specific levels, depending upon their densities. 
Taking' air as 1.000, the following list of compara- 
tive densities will indicate the level at which these 
gases may be found : carbon dioxide, 1 .608 ; 
carbon monoxide, 0.978; sulfur dioxide, 2.437; 
and nitrous fumes, 1.036 to 1.530. 

i. Smoke is always produced when combustion 
is incomplete. Its density, color, and content vary 
with the oxygen supply, the intensity of heat, and 
the type of fuel being burned. Water vapor and 
particles of free carbon are generally found in the 
smoke; such fuels as pine may distill and give off 
dense black smoke. Oils, tar, paint, varnish, mo- 
lasses, sugar, rubber, and sulfur may burn with 
such dense smoke that ordinary ventilation prac- 
tices fail to clear the room. 

j. If combustible materials are heated to ex- 
tremely high temperatures in the absence of oxy- 
gen, the lighter fuel elements and compounds 
from the materials are distilled into fuel gases. 
These hot gases need 'only oxygen and a spark to 
burn with explosive violence. This explosivereac- 



tion is known as a back draft. Actually a back 
draft may be defined as an explosion that occurs 
when a large quantity of oxygen is suddenly ad- 
mitted to an interior fire. This condition is gener- 
ally met when ventilation is made initially on the 
windward wide of a burning building, especially 
when the wind is of high velocity and of sudden 
and large volume. 

4-42. Evaluation 

Careful evaluation of the situation is necessary 
before an opening is made to ventilate closed 
buildings. The fire chief estimates the situation by 
considering the rescue requirements, type of 
building and contents, smoke and heat conditions, 
and explosive hazards. He also takes into account 
the weather conditions, manpower and equipment 
available, safety precautions, and exposed build- 
ings nearby. 

a. One-story buildings with several rooms or 
compartments present more hazards than a single 
compartment structure of the same size. When 
hot gases rise to the ceiling, the cooler fresh air 
from adjoining rooms is drawn under doors or 
through other openings, permitting the fire to 
burn longer before it begins to smolder. As the 
hot gases and smoke fill the entire structure, it 
becomes difficult to find the exact location of the 
fire, and proper ventilation procedures become in- 
creasingly uncertain. 

b. In buildings of more than one story, hot 
gases and smoke rise to upper floors through ele- 
vator shafts, stairways, air-conditioning shafts, 
and similar conduits. Reaching the highest possi- 
ble level, the gases and smoke spread over the 
entire floor, eventually filling the building from 
the top down. This condition is commonly known 
as mushrooming, and can create great smoke 
damage even from a small smoldering fire. At the 
same time, oxygen is supplied to the fire from 
incoming currents of cool air. Smoke is generally 
seen coming from openings in the upper floors 
regardless of the location of the fire. 

c. Figure 4-64 shows how theprogress of a fire 
in a closed room occurs in four stages ; 

(1) In the first stage (A) the fire burns 
freely. Adequate oxygen is still available in the 
air, and water vapor and carbon dioxide are pro- 
duced, along with small quantities of carbon mon- 
oxide and sulfur dioxide. The room temperature is 
about 100°F.(38°C.). 

(2) In the second stage (B) the original pro- 
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portion of 21 percent oxygen in the air is reduced 
to about 17 percent. Burning has slowed, and 
carbon monoxide production has increased. The 
room temperature is between 300" and 400°F. 
(149° to 204°C.). 

(3) In the third stage (C) fire is barely visi- 
ble because the oxygen has been reduced to 15 
percent. Carbon monoxide is produced in increas- 
ing amounts, and free carbon and unburned fuel 
form dense smoke. Heat of about700°'iF.(371''C.) 
and gases imperil personnel and produce an explo- 
sion hazard. 

(4) In the fourth stage (D) the fire is smol- 
dering, with the oxygen content at 13 percent or 
less. The room is completely filled with smoke and 
gases at a temperature of about 1,000°P. 
(638°iC.). This intense heat distills a portion of 
the fuels from the combustible materials; the fuel 
gases mix with other gases present, adding to the 



fire hazard. The danger to personnel and the prob- 
ability of explosion (back draft) are extreme. 

d. An idea of the intensity of the fire can be 
obtained from feeling the wialls, doors, windows, 
and roof. Hot spots on walls and ceilings indicate 
the location of the fire or the path of the hot 
gases, A hot spot on the roof on a one-story build- 
ing indicates the fire to be directly beneath it. A 
hot spot on the floor of a multistoried structure 
shows the line of travel of hot gases on the floor 
below. 

e. When the method of attacking a fire is 
planned, the danger of an explosion from the ad- 
mission of fresh air must be considered. Explo- 
sions which occur when fresh air is admitted to a 
smoldering fire are caused by rapid ignition of 
combustible material, gases, or both. Improper 
ventilation procedures generally lead to explosion 
hazards, and in some cases explosion hazards are 
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Figure 4-64. Progress of fire in a closed room. 
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not completely absent regardless of procedures. If 
the opening made for ventilation permits a sudden 
amount of fresh air to enter before the outward 
draft of fuel gases begins, an explosion will result 
if the mixture forms in proper proportions. When 
possible, openings should be made above the seat 
of the fire to avoid forcing a draft of fresh air 
directly into the fuel gases still trapped inside the 
building. Openings made near the fire, which per- 
mit large quantities of fresh air to become mixed 
with fuel gases before complete ignition occurs, 
are dangerous. 

/. Since fire can be expected to spread rapidly 
as soon as an opening is made, adequate protec- 
tion in the form of extinguishing agents must be 
provided, in advance, at points of intended en- 
trance and at points of exposure to other struc- 
tures. Enough charged hose lines must be ad- 
vanced to extinguish the fire and provide an ade- 
quate standby reserve. 

443. Safety Measures 

Fire protection involves so many procedures 
which must be executed almost simultaneously 
that it is difficult to present one phase without 
mentioning a related duty. Consequently, advanc- 
ing charged hose lines to the points of entrance 
becomes a significant part of the ventilation se- 
quence. 

a, A combination nozzle providing either a fog 
or a straight stream should be used. The fog 
stream is invaluable in clearing remaining gases 
and laying a curtain to protect firefighters from 
the intense heat. Since carbon dioxide, carbon 
monoxide, and nitrous fumes are soluble, this 
water vapor curtain dissolves and carries down 
much of the gas ahead of the firefighters. The 
standby hose should be brought into use only if 
the fire spreads as a result of an increased oxygen 
supply. 

6. Before the burning building is opened, pro- 
tective standby lines are advanced to other build- 
ings that may be endangered if the fire spreads. 
These lines are charged and ready but are not 
used until they are actually needed. It may be 
necessary to advance some of these lines over 
roofs and perhaps inside adjoining buildings. Oth- 
ers may be laid to support floors of the burning 
building if the fire has not yet reached them. 

c. Precautions for the safety of the fighters are 
of primary importance during ventilating proce- 



dures. Firefighters who take unnecessary risks 
not only endanger their own lives but also may 
handicap the department by becoming injured be- 
fore the fire is extinguished. These risks, in turn, 
endanger the lives of others, 

d. Air containing less than 15 percent oxygen 
will not sustain life, and atmosphere containing 
less than I'? percent oxygen prevents firefighters 
from working efficiently. Carbon monoxide and 
nitrous fumes in the smallest amounts may prove 
fatal. Compressed air, self-contained demand 
breathing apparatus are used where lack of oxy- 
gen is suspected. 

e. Rope strung from the entrance to the smoke- 
filled area permits the firefighter to retrace his 
steps when the smoke is so thick that it permits 
only limited vision. After a hose is laid to the fire 
area, a rope becomes unnecessary, because the 
hose may be readily traced back to the entrance. 
Of sufficient importance to repeat is the necessity 
of using fog streams to absorb and settle combus- 
tion gases and disperse smoke. 

4-44. Ventilating tPie Building 

After the situation at the fire has been evaluated, 
and the necessary preparations made, the building 
is opened to permit hot gases and smoke to escape 
and to extinguish the fire in the shortest possible 
time. Proper ventilation should clear the building 
of smoke and gases and minimize smoke damage, 
allow crewmen to prevent further spread of the 
fire, and permit the extinguishing of the fire with 
a minimum amount of water. 

a. Vertical Ventilation. If the internal ventila- 
tion, or the ventilation of an inside compartment, 
of a closed building permits smoke and gas to 
move to the uppermost level, an opening there 
permits gas and smoke to escape quickly into the 
atmosphere. This procedure is termed vertical 
ventilation. The exit opening is generally made in 
the roof. The following procedures are important 
in vertical ventilation. 

(1) Check the condition of the roof supports 
to insure that they have not been burned away or 
weakened to a point where they may collapse 
under the weight of the firefighters. 

(2) Plan a means of escape from the roof for 
firefighters who may be confronted with a possible 
emergency. 

(3) Use any available natural openings, such 
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as scuttle holes, penthouses, and skylights, if they 
are properly located. 

(4) Do not permit hot combustible gases to 
pass flammable materials which are already 
heated. Fresh air may enter the opening before 
the outward current is established, thus starting a 
new fire on the roof. 

(5) Be certain that roof openings are ex- 
tended down through the ceiling of the room. 

(6) Make the openings large enough to pro- 
vide quick exit for smoke and gases. 

(7) Work on the windward side of the open- 
ings, keeping in mind the heat, explosive charac- 
teristics, and toxic effects of escaping gas. 

b. Cross Ventilation. If smoke and gases have 
not reached the uppermost level, cross ventilation 
may be used to clear the building, one floor at a 
time. This method requires more care than verti- 
cal ventilation because large vertical shafts, such 
as open stairwells, may allow downward drafts of 
cross-ventilated fresh air to reach an area not yet 
opened, causing an explosion. Natural outside 
openings must be available on each floor level. The 
procedures for cross ventilation are as follows : 

(1) Open the windows on the leeward side 
first; then open the windows on the windward 
side. 

(2) If the windows are check-rail types, open 
the upper half on the leeward side and the lower 
half on the windward side. 

(3) After one floor is clear, ventilate the next 
floor in the same way, or ventilate into the room 
already cleared if the room is not occupied by 
people. 

(4) Do not make openings below the level of 
the fire. 

(5) If the opening is made at the same level 
as the fire, the hose lines should be available for 
immediate use. 

4-45. Entering 

Before hosemen are directed to proceed with ex- 
tinguishment, checks must be made to insure that 
enough heat, smoke, and gases have been removed 
to permit entering the building without casuali- 
ties. When the intense draft set up at the exit 
openings cools or ceases altogether, the building 
probably is ready for entry. 

a. After precautions have been taken against 
the spread of fire and the opening has been made 



for ventilation, the next step involves reaching 
and extinguishing the fire. Other openings are 
made as near the fire as possible, with charged 
hose lines held in readiness. These openings 
should never be below the base of the fire. 

b. When firefighters proceed through smoke- 
filled rooms to locate the base of the fire, they 
advance behind a waterfog curtain if the smoke 
causes enough discomfort to warrant its use and 
if water damage will not be unnecessarily great. 
'This curtain tends to drive the smoke ahead of the 
personnel. Following the heat and smoke toward 
their point of greatest density is the best guide; 
feeling walls and fixtures and observing air cur- 
rents are also helpful. The same safety and pro- 
tective measures must be taken during extinguish- 
ment as are taken for ventilation. 

c. It may not always be necessary to ventilate a 
building to locate a fire, nor is it always advisable 
to postpone ventilation until rescue work is com- 
pleted. Actually, they go hand in hand, and when 
the number of available personnel is such that 
different operations can be carried on simultane- 
ously, teamwork then takes the initiative, and 
hose lines are ready for use by the time the crew 
is ready to ventilate. Ventilation normally should 
be started at the top of the building and worked 
downward. Coordination in ventilation is an ex- 
tremely important factor. When possible, it is ad- 
visable for the fire chief in charge to give the 
commands to ventilate. This minimizes the possi- 
bility of back draft or accelerated fire propaga- 
tion, which may easily occur with several groups 
working without concern for each other. 

d. A complete knowledge of such matters as the 
structural characteristics, arrangement, and con- 
tents of the building, acquired by previous inspec- 
tions, is almost essential to successful ventilation. 
Basement fires are sometimes extremely difficult 
to ventilate because under some conditions the 
smoke is not hot enough to rise, which increases 
the possibility of explosion. Low-temperature 
smoke — produced by such materials as rubber, 
fats, and wax-is very persistent in resisting ven- 
tilation. Such smoke is also capable of dropping to 
lower levels. This condition usually requires me- 
chanical aid, such as blowers, in addition to the 
normal procedures. 

4-46. Salvage 

Salvage work in firefighting consists of <prevent- 
ing excessive damage by fire, smoke, and water. 
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Water often causes as much damage as the fire 
itself. 

a. Water Protection. Improper arrangement of 
contents in a structure can cause large water 
losses. For example, shelves built up to the ceiling 
directly against a wall make salvage impossible, 
unless the contents are removed, because water 
flows down the wall, soaking the shelf surfaces 
and their contents. One common obstacle to 
efficient salvage involves material piled on the 
floor without skids. The lower portion of such 
piles is difficult to salvage when a large volume of 
water has been used for extinguishment. Materi- 
als stored in paper boxes or cartons frequently 
spill when the bottoms of the containers are wet, 
thus ruining the entire contents even if the boxes 
are covered efficiently and if dikes have been made 
with sawdust. 

(1) Material stored on lower floors may be 
covered with large waterproof tarpaulins. If the 
quantity of material and weight is not excessive, 
it may be moved outside or to another part of the 
building. Heavy crates, packing cases, machinery, 
and similar articles should be covered. Metal 
should be wiped dry and oiled to prevent rust. 
Much water damage can be prevented by proper 
application of water at the base of a fire. Fire- 
fighters should watch for leaky hose connections 
and for the spray of water on dry material. When 
the fire has been extinguished, all floors should be 
cleared of water by sweeping it toward a door or 
opening. If holes must be chopped for drainage, 
the rate of damage is greatly increased. 

(2) Foodstuffs must be protected against be- 
coming tainted by exposure to smoke and water. 
Meat, solid fats, and cheese may have little or no 
salvage value if they are subjected to smoke or 
heat. 

(3) When a roof has been damaged, the hole 
may be covered with a tarpaulin or roofing paper. 
Care should be taken to remove all nails and 
sharp objects to prevent damage to the covers. 
When the entire roof is destroyed, temporary 
roofs of canvas truck covers may be installed. The 
covers must be securely fastened. 

(4) Further damage by water can be pre- 
vented by using sawdust to absorb water and to 
form dikes that direct the water outside through 
doorways or other openings. Wooden floors can be 
drained by drilling holes in them. When absorbent 
materials are involved, care is necessary to pre- 
vent the excess weight added by water from col- 
lapsing the floor. Firefighters should be trained to 



make a speedy estimate of the weight of water 
being used by calculating from the known nozzle 
size, the water pressure, and the length of time 
during which water has been discharged. A pum- 
per discharging from a single 214-inch (6.35-cen- 
timeter) hose line can deliver about 1 ton of water 
per minute. 

(5) Articles of special value should be re- 
moved from the debris as soon as the fire has been 
extinguished. Debris should be removed from the 
building, floors swept, and excess water removed 
with broom and squeegees. Office records of ad- 
ministration buildings, headquarters, and similar 
buildings should be fully protected with canvas 
covers. 

b. Salvage Covers. 

(1) To permit convenient handling and easy 
manipulation, the 12 by 18-foot (3.7 by 5.5-meter) 
salvage covers are folded into an accordion fold 
(fig. 4-65). In this fold, the two ends are brought 
together in the center of the cover, which is then 
folded over double. Then lo-inch (25-centimeter) 
folds are made until the operation is completed. 

(2) The large 14 by 18-foot (4.3 by 5.5- 
meter) salvage cover is folded somewhat diff- 
erently from the small one because of its greater 




Figure U-6S. Accordion fold for small salvageeovers. 
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Figure i-68 Two-man fold for large salvage cover. 

size and weight. The fold for tlie larger cover 
requ i res two men, who posi ti on themsel ves at the 
two corners of one. of the long sides of the cover 
(fig. 4-66). They fold the cover to the center, then 
fold it to the center again, bring the ends to- 
gether, and fold thecover again lengthwise. 

(3) The large salvage cover requires a one- 
man carry in which the cover is placed over the 
shoulder. This is doneto keep thetops, which are 
secured in the grommets on the corners of the 
cover, to the front of the body. This enables the 
carrier to grasp them when the cover is to be put 
into use (fig. 4-67). 

(4) The one-man throw is a quick method for 
spreading a 12- by 18-foot (3.7 by M -meter) 
cover. 1 1 may be used effectively to cover desks, 
office records, shop machi nery, and si mi I ar items. 

F i rst he pi aces the center of the fol ded cover over 
his forearm, and grasps the bottom of the fold 
with the fingers. Then he reaches in next to his 
body with the other hand and grasps the three 
folds between the thumb and fingers, with the 
thumb down. Heswingshisarmupandover his 
shou I der and flipsthethree folds over the back of 
his hand to give weight to the throw. He brings 



the hand forward, with the arm sti 1 1 , and throws 
the cover over the object to be covered with a 
straight-arm throw. Finally he opens the cover 
completely and tucks the edges in at the bottom. 

(6) Two men should be used to unload the 14- 
by 18-foot (4.3 by 5.5-meter) cover from the 
shoulder and place it in use. The carrier grasps 
the grommet ropes at the cover corners nearest 
his body, andthesecond man grasps the remain- 
i ng ropes and moves away from the carrier. The 
cover is dropped to the ground and stretched out 
near the material to be covered. Both men drop 
the inside edge of the cover, hoi ding firmly to the 
outside edges. They then raise one edge of the 
cover quickly, carrying it over the material and 
allowing the air to balloon the cover, thus en- 
abling the proper pi acement of the thrown edge. 
All corners and edges of the cover should be 
tucked i n at the bottom. 

(6)Thecounter payoff is used when material 
must be covered to prevent its damage, destruc- 
tion, or disarrangement. The counter payoff is 
begun by placing the cover over the forearm, 
hoi di ng the bottom fol d wi th thef i ngers. A second 
man grasps the top fold and walks backward, both 
men raising the cover as it unfolds. They place 
the cover gently over the material. When the 
cover has been draped, they tuck i n the edges at 
the bottom. 

c. Other Protective Devices. The contents and 
interiors of buildings may be severely damaged by 




Figure U-67. Carrying and spreading the 
large salvage cover. 
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water dripping through a floor or ceiling in which 
a drain cannot be made. 

(1) To prevent this, improvised basins are 
frequently needed to catch water which can be 
removed later by bailing, dumping, or pumping. A 
catch basin (fig. 4-68) is constructed by placing 
furniture, boxes, or other equipment in a circle or 
square beneath the leak. A basin is formed by 
placing a salvage cover over the furniture and 
boxes. The cover is fastened to the boxes and fur- 
niture or to the door, with the bottom of the basin 
resting on the floor. Where the quantity of water 
is not great, shallow catch basins may be made by 
rolling all four edges toward the cneter. The rolls 
then form the sides of the basin. 

(2) S-hooks, cord, salvage covers, and pike 
poles can be used to build a chute which directs 
water through windows, thus protecting contents 
and interiors of buildings from water damage 
(fig. 4-69). Light rope or heavy cord can be tied 
through the grommets to support the covers. 




Figure 4-68. Salvage cover basin. 
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(3) S-hooks can be improvised from heavy 
wire, welding rods, or 3/16-inch (0.476-centime- 
ter) cold-rolled steel rods. Rods can be cut to 
lengths of approximately 8 inches (20 centime- 
ters), sharpened at the ends on a grinding wheel, 
and bent to an S-shape. 

(4) To protect material stored on shelves, the 
shelf should be covered with the canvas salvage 
covers. This is down by using S-hooks, nails, and 
cord to suspend the covers from the walls and the 
ceiling or by securing the cover with weights. 
When more than one cover is used, lapovers of 
about 1 foot (0.305 meter) should be used to pre- 
vent leakage. 

(5) To protect the interior structures and 
contents from water damage, stairway drains of 
canvas covers are frequently needed to direct 
water from upper floors to a lower level and out- 
side. The two methods of forming stairway drains 
shown in figure 4-70 are commonly used. Two 
men and two canvas covers are required to per- 
form the operations efficiently. The first cover is 
spread by the one-man throw at the bottom of the 
stairs and fitted to the steps. The second cover is 
placed at the top of the steps in the same way and 
is allowed to overlap the lower cover about 1 foot 
(0.305 meter). 

(6) In addition to the tarpaulin or salvage 
cover, the things most commonly used in salvage 
v/ork are squeegees, brooms, mops, buckets, pike 
poles, shovels, and sawdust. Shovels and buckets 
are used to remove debris. Water is removed from 
floors with squeegees, mops, buckets, and brooms. 

d. Salvage Training. When properly executed, 
salvage work can often prevent great property 





Figure U-69. Window drain chuU. 



Figure i-TO. Stairway drains. 
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loss, and invalidate the old theory that firefighters 
do more damage in putting out a fire than the fire 
itself does. The folding, throwing, and general 
handling of salvage covers should be conscien- 
tiously practiced under varied conditions until the 
firefighters can do the job efficiently withouthesi- 



tation. For practice by two men in a coordinated 
handling of salvage covers, the fire apparatus it- 
self is an ideal object over which the covers may 
be thrown. The erection of catch basins, plus any 
related operations required of the crew, may be 
set up as part of the salvage and pumper drills. 



Section VI. RESCUE OPERATIONS 



447. Introduction 

The primary function of rescue operations is to 
perform all emergency procedures that are neces- 
sary to recover personnel from situations that 
prohibit their escape. The first consideration of 
the firefighter is always that of saving lives. This 
function may be performed by-(l) recovering 
victims from hazardous situations, (2) moving 
victims to a safe place, and (3) giving essential 
first aid to victims. Whenever possible, the re- 
moval of victims to a safe place must be made 
without further injury. Extreme care must be 
taken in removing personnel who appear to be 
injured. Simple fractures, for example, may 
become compound fractures or may develop into 
more serious or even fatal injuries unless the 
victim is moved properly. The different ways of 
removing casualties are by supporting or carry- 
ing, by using a stretcher, and by lowering and 
raising victims. 

4-48. Carries 

Helping a victim walk is probably the simplest 
and easiest of the rescue methods, provided the 
victim is able to walk at all. This method should 
not be used unless the rescuer is sure there are no 
severe injuries that would be aggravated by so 
doing. Two methods are used, the one-man method 
and the two-man method. 

a. One-Man Supporting Carry. To perform the 
one-man method, an uninjured arm of the victim 
is placed over the rescuer's shoulder and behind 
his neck. The rescuer grasps the victim's hand 
and passes his other arm around the victim's 
waist (fig. 4-71). In this way the one man may 
support and help a slightly injured person to 
walk. 

b. Two-Man Supporting Carry. The two-man 
method is similar to the one-man method except 
that the victim puts an arm over the shoulder and 
behind the neck of each rescuer. Each grasps his 
hand and puts the other arm around his waist, 
thus giving him added support (fig. 4-72). This 



way practically the entire weight of the victim 
can be borne by the rescuers. 

449. Fireman's Carry 

The fireman's carry (fig. 4-73) is the easiest 
method for one man to carry another. It is accom- 
plished in the following seven steps. 




Figure i-71. Supporting carry. 
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Figure i-72. Two-man supporting carry. 



a. Step 1. Turn the casualty face down and 
kneel on one knee at his head. Place both hands 
under the casualty's armpits and gradually work 
them down the side and across the back. 

b. Step 2, Raise the casualty to the knees. 

c. Step 3. Take a firm hold across the casualty's 
back. 

d Step U. While holding the casualty around the 
waist with your right arm, grasp the casualty's 
right wrist with your left hand and draw his arm 
over your head. (If the casualty is wounded in 
such a way that the procedure must be performed 
from the opposite side, simply change the hand 
and continue as described, substituting right for 
left and vice versa.) 

e. Step 5. Bend at the waist and knees and pull 
the casualty's right arm down over your left 
shoulder so that his body comes across your shoul- 
ders. At the same time, pass your right arm be- 
tween his legs and grasp his right knee with your 
right hand. 

/. Step 6. The casualty is lifted as you 
straighten up. 




Figure 4-7S. Fireman's carry. 

g.Step 7'. Then grasp the casualty's right wrist 
with your right hand, leaving your left hand free. 
This is the position of carry. A man can carry 
another some distance in this manner. 

4-50. Pack- Strap Carry 

Place the pack- strap over the back and under the 
arms of the victim. Lift the casualty, then turn 
around while retaining a hold around his body 
with one arm. Grasp his wrists with your hands 
and hoist him so that his armpits are over your 
shoulders (fig. 4-47). This is a good way to carry 
an unconscious casualty. Do not use it if the cas- 
ualty has any broken bones. Since both hands are 
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free, the rescuer may proceed down a ladder or 
through difficult passages. Although the dangling 
legs of the victim are awkward, he cannot slip 
from the load. Too, the rescuer can shift the load 
from his back to his leg muscles by bending for- 
v/ard. 



4-5 1 . Two-Man Carriers 

<i. The seat carry is a two-man means of carry- 
ing a person. It consists of making a seat rest of 
one pair of arms and a back rest of the other pair. 
Figure 4-75 shows how the arms are arranged 
when completed. The rescuers kneel, one on either 
side of the victim, near the hips, and raise him to 
a sitting position steadying him with the arm 
nearest his head around his back. Each then slips 
the other arm under the victim's thighs, clasping 
the wrist of the other. Both arise slowly but in 
unison, lifting the victim from the ground. When 
erect, they adjust their upper arms to form a 
comfortable back rest and to make the victim 





Figure 4-74. Paek-atrap carry. 



Figure Jh7B. Arm Beat rest 



secure. If conscious, the victim assists the res- 
cuers by grasping each man around the neck. 

b. Carrying by the extremities is a good method 
for carrying a person, hut not usable in case of 
leg or back injuries. The victim is laid straighten 
his back, feet apart. One rescuer takes his place 
between the victim's legs and the other at his 
head, facing each other. Both men kneel and raise 
the victim's head and shoulders to a sitting posi- 
tion. The man at the victim's head grasps him 
from behind, around the body under the armpits. 
The one between the victim's legs turns around 
and passes his hands from the outside under the 
victim's knees, then both rise together and move 
forward in step (fig. 4-76). 

c. A two-man chair-litter carry may be used if a 
common chair is available. The two men place the 
victim on the chair, then with one in front and 
one behind, they grasp the chair conveniently, tip 
it back, and walk forward in unison, as shown in 
figure 4-77. The chair serves as a litter. 
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Figure 4-76. Extremities carry. 




Figure 4-77. Chair-litter carry. 



4-52. Severe Injuries Carry 

In cases of severe injuries the number of rescuers 
should be increased to at least three. This makes 
it possible to transport the victim with the least 
possible bending or twisting of his body. 

a. To make the carry more effective, all efforts 
should be coordinated, and to do so, one of the 
group must be in command. The common practice 
is to make the one at the victim's head com- 
mander or leader of the crew. This applies espe- 
cially to a three-man crew. 

b. The three-man carry is accomplished as fol- 
lows: The three men line up on one side of the 
victim and the leader gives the word to "prepare 
to lift." Each man kneels on the knee nearest the 
victim's feet, with one man at his shoulders, one 
at his hips, and one at his knees. Without further 
orders, they pass their hands and forearms under 
the victim (A, fig. 4-78). The one at the head 
places his hands under the victim's neck and 
shoulders, the next places his hands under the 
pelvis and hips and small of the back, and the 
third under the knees and ankles. At the command 
"Lift," they raise the victim and place him on 
their knees, but without releasing their hands (B, 
fig. 4-78). 

c. At the command "Prepare to raise," they 
slowly turn the victim on his side toward them 
until he rests in the bend of the elbows. At the 
command "Rise," all rise slowly to standing posi- 
tion, holding the patient closely against their 
chests (C, fig. 4-78). If space permits, the res- 
cuers may move forward at the command 
"March," starting off with the left foot. If space 
will not permit moving forward, they must move 
sidewise, in which case the command, "Side step 
left (or right)" is given. The rescuers step off 
with the foot according to the command, bring the 
other foot up to it in even, short steps. The victim 
is lowered and placed by reversing the operations, 
always at the command of the leader. 

4-53. lowering and Ra ising a Vic tim 

In situations where the victim is not at ground 
level and the natural exits are blocked, he must be 
rescued by some other means of escape. In fire 
rescues, this usually involves lowering the victim, 
although in rare cases it might involve raising 
him. 

a. The escape method commonly used by the 
rescue squad of the fire service is by a ladder 
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Figure i-78. Severe injuries carry. 

from the outside. If the victim is conscious and 
uninjured, he may be guided down a ladder at a 
window or other opening as shown in figure4-79. 
Generally a victim is unaccustomed to going down 
a ladder, especially under emergency circum- 
stances, so great care must be taken to make sure 
that he does not fall. The rescuer goes down below 
the victim, keeping his arms around him and one 
knee between the victim's legs to assure a support 
in case he becomes unconscious. 





Figure 4-78. L owering victim on ladder. 




Figure U-80. Lowering victim witli ropeand ladder. 
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b. Should the victim become unconscious, the 
rescuer lets him slip down astride his knee and 
proceeds carefully to the ground. If the victim is 
unconscious or not too seriously injured, he may 
be carried down the ladder by the pack-strap 
method. 

c. An unconscious victim may be lowered from 
an upper floor by the use of a ladder and lifeline. 
(A small handline is not safe for this practice). 
Although it may appear slow compared to carry- 
ing him down a ladder, the methodmay be a safer 
one in certain conditions. 

d. The procedure is as follows. A ladder is 
raised to a point just above the window where the 
rescue is to be made. The first man takes the end 
of the lifeline at the bottom of the ladder and 
passes it underneath the bottom rung. The end is 



then held in either hand so that the rope will fee'd 
to the under side of the ladder as he ascends. 
When the bottom of the window sill is reached, 
the rope is then threaded back through the rungs, 
up and over three consecutive rungs. This allows 
the rope to hang freely but not too close to the 
building. Enough rope is then fed through, aided 
by the men on the ground, to allow a sufficient 
length to be taken through the window where the 
tie is made. Usually about 20 feet (6 meters) is 
enough for this operation. The rescuer then steps 
from his ladder through the window into the room 
and makes the tie on the victim. After the tie has 
been made, the victim is swung from the window 
and lowered by the men on the ground holding the 
rope tight (fig. 4-80). 



Section VII. FIRST AID 



4-54. Definition and Requirements 

First aid is the immediate and temporary care 
given to casualties before they can be treated by 
professional medical personnel. The firefighter is 
confronted mainly with cases of bleeding, respira- 
tory deficiencies, shock, fractures, burns, and 
wounds. In all oases, theunjuredmusfbe assured 
of the competency of those administering first aid. 
The victim must be kept lying down and warm 
with a blanket under him (if possible without 
danger of injury), and as comfortable as possible. 

4-55. Short Distance Transfer 

If the victim must be moved to safety, he should 
be pulled in the direction of the long axis of his 
body, not sideways. The danger is less if a blanket 
or similar object can be placed beneath him bo 
that he can be dragged with the blanket. If a 
person must be lifted to safety before a check for 
injuries can be made, the carriers should try to 
protect all parts of the body from the tensions of 
lifting, as discussed in paragraphs 4-47, and 4-62. 

4-56. External Blading 

Severe bleeding (hemorrhage) may cause ddath 
within minutes; therefore, it requires immediate 
attention. It causes shock, the degree of which 
depends on the severity of the injury and onthd 
temperament of the injured. Most bleeding can be 
stopped by applying direct pressure over the 
wound. Some wounds may require pressure on the 



vessel which supplies the blood to the part of the 
body that is injured. 

a. Direct Pressure. Place an opened first-aid 
dressing over the wound and press dbwn (fig. 
4-81). The pressure compresses the blood vessels. 
This reduces the blood flow and it also helps to 
hold blood in the wound until it clots. An addi- 
tional measure which aids in controlling bleeding 
from an arm or leg is to elevate the injured limb 
higher than the rest of the body. 

CAUTION 

If there is a suspected fracture of an arm 
or leg do not raise the injured limb until 
it has been properly splinted. 

b. Digital Pressure. It may be necessary at 
times to apply pressure to the supplying blood 
vessel to reduce bleeding. If blood is spurting 




Figure 4-81. Stopping bleeding by direct pre»8ure 
on the wound. 
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Figure 4 ■ 8 2 . Pressure points from temporary control of arterial bleeding. 



from a wound (arterial bleeding), digital pres- 
sure can be used to control the bleeding until a 
pressuredressing can beunwrapped and applied. 
Digital pressure is applied with the fingers, the 
thumbs, or the hands to a pressure point (fig. 
4-82). A pressure point is the site at which a 
main arterysupplyingthewounded area lies near 
the skin and over a bone. By pressing on this 
point the flow of blood from the heart to the 



wound is shut off or at least slowed down. The 
two most essential pressure points to know are 
e and h on figure 4-82. These are the main 
poi nts by which bleedingfromtheextremities can 
be cent rolled. 

c.Tourniquet. A tourniquet is a band placed 
around an arm or I eg so tightly that the compres- 
sion Hocks the arteries. It should be used only if 
pressure over the wound and elevation or pressure 
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on the supplying blood vessels fail to control the 
bleeding. A tourniquet does not stop all bleeding 
immediately. When a tourniquet is needed it must 
be applied promptly and properly. 

(1) If a regular issue tourniquet is used, the 
buckle should be adjusted as shown in figure 4-83, 
and the strap pulled downward while the injured 
part is steadied. If an issue tourniquet is not 
available, a belt, tie, rope, or handkerchief is used 
instead of the strap. These improvised bands are 
tied around the arm or leg and twisted with a 
stick as shown in figure 4-84. A tourniquet must 
be drawn up tightly. 

(2) For bleeding from the arm or leg, never 
apply a tourniquet over a bony part such as wrist, 
elbow, ankle, or knee. It is more efficient when 
applied over fleshy parts such as the thigh or 
upper arm. The tourniquet should be applied as 
close as possible to the edge of the wound, 

(3) Once the tourniquet has been applied, the 
wounded man should be seen by a doctor as soon 
as possible. The tourniquet should not be loosened 
by anyone except medical personnel. When a tour- 
niquet has been applied to a casualty, the time of 
application should be written on or near the tour- 
niquet. 

4-57. Internal Bleeding 

If the victim is bleeding from the mouth or nose, 
the blood is probably coming from the lungs, 
stomach, or within the skull, or passages related 
thereto. If the victim has trouble breathing, raise 
the head and shoulders, using pillows or substi- 
tutes. Try to control his vomiting. Give no stimu- 
lants or water. If unconscious, turn the victim on 
his side with head and chest lower than the hips. 
This prevents the victim from drawing blood into 




A. WRAP TWICE AROUND ARM, TIE HALF - KNOT. 

B. PLACE WINDLASS' OVER HALF KNOT. 

C. FINISH KNOT AND TURN WINDLASS TOTIGHTEN. 

D. SECURE WINDLASS WITH TAILS OF TOURNIQUET. 

Figure 4-84. Application of an improvised tourniquet. 
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Figure 4-88. Application of a regular issue tourniquet. 



TM 5-315 



the lungs while breathing. Obtain medical care 
immediately. 

4— 58. Artificial Respiration 

a. Knowledge of artificial respiration is essen- 
tial to firefighters. Large fires sometimes trap peo- 
ple in smokefilled buildings. Then, too, firefighters 
are themselves likely victims of smoke inhalation. 
Thus, it becomes the duty of firefighters to know 
and apply artificial respiration. 

6. Artificial respiration is administered to non- 
breathing victims of electric shock, drowning, gas 
poisoning, poisoning by respiration-depressing 
drugs (morphine, opium, barbiturates, and alco- 
hol), compression of the chest caused by building 
collapse or cave-ins, choking and strangling, and 
partial obstruction of the breathing passages. Ar- 
tificial respiration must be started promptly after 
normal respiration ceases. Most persons die in ap- 
proximately six minutes after breathing stops un- 
less artificial respiration is administered. 

c. Artificial respiration may be administered by 
manual or mechanical methods. When the manual 
method is necessary, it may be the mouth-to- 
mouth method, back-pressure arm lift method, or 
the back-pressure hip-lift method. In performing 
any method of artificial respiration, always keep 
the following general principles in mind. 

(1) Time is of prime importance. Do not 
delay artificial respiration to loosen clothing, to 
warm the casualty, or to give stimulants. Most 
important is to get air into the casualty's lungs. 

(2) Quickly sweep your fingers through the 
casualty's mouth to clear out froth and debris, 
and draw his tongue forward. 

(3) Position the casualty properly in order to 
maintain an open airway. Tilt his head sis far 
back as possible so that the front of the neck is 
stretched with the chin in a "jutting-out" posi- 
tion. Do not allow the chin to sag. 

(4) Begin artificial respiration and continue 
it, without interruption, until the casualty starts 
natural breathing or is pronounced dead. A 
smooth rhythm is desirable, but split second tim- 
ing is not essential. 

(6) If the casualty begins to breathe on his 
own, adjust your timing to assist him. Do not 
fight his attempts to breathe. Synchronize your 
efforts with his. 

(6) As soon as the casualty is breathing for 
himself, or when additional help becomes availa- 
ble, see that his clothing is loosened (or removed 
if wet) and that he is kept warm, and is being 
treated for shock. 








STEP 



Figure i-SS. Mouth-to-mouth (thumb-ja w-lift) 
resuscitation method. 
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4-59. Mouth-to-Mouth (Thumb-Jaw-lift) 
Method 

a. Place the casualty on his back (face up). Do 
not put anything under his head because it may 
flex the neck and cause the air passages to be 
blocked. 

b. Quickly clear his mouth of any foreign mat- 
ter by running your fingers behind his lower teeth 
and over the back of his tongue (fig. 4-85). Wipe 
out any fluid, vomitus, or mucus. 

c. If available, place a rolled blanket or some 
other similar material under the shoulders so that 
the head will drop backward. Tilt his head back so 
that the neck is stretched and the head is in the 
"chin-up" position (fig. 4-85). This alines the air 
passages so that they do not become blocked by 
kinking or pressure. 

d. Place your thumb into the corner of his 
mouth and grasp the lower jaw firmly. Lift the 
lower jaw forward and pull the tongue forward 
out of the air passage. Do not attempt to hold the 
tongue. Close his nostrils with the thumb and 
index finger (step (?), fig. 4-85). Put a cloth over 
the victim's mouth or nose and breathe through it 
if you do not wish to come in contact with the 
person. 

e. Take a deep breath. Open your mouth wide. 
Then seal your mouth around the casualty's 
mouth and your thumb, and blow forcefully 
(except for infants and small children) into his 
mouth until you see his chest rise. If the chest 
does not rise, hold the jaw up more forcefully and 
blow harder while making sure there is no block- 
age of the air passage and no air leakage around 
the mouth or nose. 

/. When his chest rises, stop blowing and 
quickly remove your mouth from his. Take an- 
other deep breath while listening for his exhala- 
tion. (If his exhalation is noisy, elevate the jaw 
further.) 

g. When exhalation is finished, blow in the next 
deep breath. The first 5 to 10 breaths must be 
keep (except for infants and small children) and 
given at a rapid rate in order to provide rapid 
reoxygenation. Thereafter, continue breathing at 
a rate of 12 to 20 times a minute until the cas- 
ualty begins to breathe normally. Excessively 
deep and rapid breathing may cause you to 
become faint and even lose consciousness. 

h. After performing rescue breathing for a 
time, you may notice that the casualty's stomach 
is bulging. The bulging is due to air being blown 



into the stomach instead of the lungs. Although 
an inflation of the stomach is not dangerous, it 
makes inflation of the lungs more difficult. There- 
fore, when you see the stomach bulging to a 
marked degree, apply gentle pressure to the stom- 
ach with your hand between inflations. 

i. Remember: keep the air passages as clear of 
fluid and other obstructions as possible. Several 
sharp slaps between the shoulder blades usually 
dislodge foreign matter. Keep the head back, the 
neck stretched, and the chin pulled forward; read- 
just position if air does not flow freely in and out 
of casualty. Do not breathe too forcibly or too 
large a volume if casualty is an infant or small 
child ; in infants seal both the mouth and the nose 
with your mouth and blow with small puffs of air 
from the cheeks, rather than blowing from the 
lungs. If you become distressed as a result of the 
shallow breaths, interrupt the blowing long 
enough to take a deep breath, then resume blow- 
ing. 

4-60. Mouth-to-Mouth (Two-Hands- Jaw-lift) 
Method 

This is an alternate method for use in a clean 
atmosphere when the casualty's jaws are so 
tightly closed that the thumb cannot be inserted. 

a. Place the casualty on his back, clear his 
mouth if possible, and position his head in the 
"chin-up" position. 

b. Grasp the angles of his lower jaw with both 
hands just below the ear lobes and lift the jaw 
forcibly forward to pull the tongue forward out of 
the air passage. If the lips are closed, push the 
lower lip toward the chin with your thumbs (fig. 
4-86). 

c. Take a deep breath and open your mouth 
wide. Seal your mouth around the casualty's 
mouth, press your cheek against his nose to pre- 
vent air leakage and blow forcibly into his mouth 
until you see his chest rise. 

4-61. Mouth-to-Nose Method 

This is an alternate method for use in a clean 
atmosphere when neither of the methods above 
can be used ; for example, on casualties with se- 
vere jaw spasm or with wounds of the jaw and 
mouth, 

a. Place the casualty on his back, clear his 
mouth if possible, and position his head in the 
"chin-up" position. Grasp the angle of his lower 
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Figure i-86. Mouth-to-mouth (two-hands-jaw-lift) 
resuaeitation method. 



Figure 4S7. Mouth-to-nose resuscitation method. 
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jaw with one hand just below the ear lobe and lift 
the jaw forcibly forward (fig. 4-87). 

b. Seal your other hand over the casualty's 
mouth to prevent air leakage (fig. 4-87). 

c. Take a deep breath and open your mouth 
wide. Seal your mouth around the casualty's nose 
(fig. 4-87), and blow forcefully until you see his 
chest rise. 

d. When his chest rises, stop blowing and 
quickly remove your mouth from his nose. Take 
another breath while listening for his exhalation. 

4-62. C hest-Pressure Arm-lift Method 
(Modified Silvester) 

This is the preferred method for use in a contami- 
nated atmosphere. 

a. Place the casualty on his back (face up) with 
his arms folded on his chest (fig. 4-88). 

b. Quickly clear his mouth of any foreign mat- 
ter by running your fingers behind his lower teeth 
and over the back of his tongue. Wipe out any 
fluid, vomitus, or mucus. If you are in a contami- 
nated area and the casualty is not already 
masked, put his mask on. If he is already masked, 
quickly remove the mask, wipe away any fluids 
that may have collected in his mouth or in his 
mask, and replace the mask. 

c. If available, place a rolled blanket or some 
other similar material under the shoulders so that 
the head will drop backward. Tilt his head back so 
that the neck is stretched and the head is in the 
"chin-up" position. If possible, keep the head in 
this position, since this alines the air passages so 
that they do not become blocked by kinking or 
pressure. 

d. Kneel on either knee at the casualty's head, 
placing your knee at one side of his head, and 
placing your opposite foot on the other side of his 
head. 

e. Take the casualty's arms just above his 
wrists and place them over the lower ribs. Rock 
forward and exert steady, uniform pressure al- 
most directly downward until you meet firm re- 
sistance. This pressure forces air out of the lungs. 

/. Immediately release this pressure and pull 
thf arms outward and upward over his head and 
backward as far as possible ((3), fig. 4-88). Lift- 
ing and stretching of the arms increases the chest 
size and draws air into the lungs. 

g. Slowly replace his arms on his chest and 




STEP 





Figure 4-g 8. Chest-pressure arm-lift 
resuscitation method 

repeat the complete cycle about 12 times per mi- 
nute at' a rhythm of (1) press — (2) lift — (3) 
stretch-(4) release. The "release" should be ab- 
rupt. 

h. If you become tired or uncomfortable on one 
knee, you may quickly switch to the other knee. If 
it is more comfortable, you may knee on both 
knees, although the forward and backward motion 
is easier to obtain while kneeling on one knee 
only. 

i. Check the mouth frequently for obstructions. 
If vomitus, mucus, or blood obstruct the air pas- 
sage, keep the victim's head extended and turned 
to one side. 

j. When a second man is available, he may take, 
over the chest-pressure arm-lift with practically 
no break in the rhythm. This is done by the first 
man moving off to one side while the replacement 
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comes in from the other side. When the second 
man is ready, the casualty's arms are released 
duri ng the "stretch" and the new operator takes 
them and conti nues i n the same rhythm. 

4-63. Followup Care in Artificial Respiration 

When the casualty is breathing normally, wrap 
him in a blanket. Heshould remain lying down 
until he is seen by a physician or his recovery 
seems assured. When he is conscious, give him a 
warm drink, such as coffee or tea. 

4-64. Sliock 

Although there are several types of shock, the one 
with which thefirefighter is chiefly concerned is 
traumatic shock. This is a depressed condition of 
manyofthebodyfun&ions. Itiscausedbyfailure 
of enough blood to ci rcul atethrough the body fol - 
lowing a serious injury. Traumaticshock may re- 
sult from injury to body tissues from burns, 
wounds, or fractures. In most instances it is the 
result of the loss of large quantities of blood ei- 
ther externally or into thetissues of body cavities. 
I n general , the greater the damage to flesh and 
bone and the more loss of blood, the greater the 
danger that shock will occur. Victims of shock 
must be handled with great care ;rough handl i ng 
may have fatal results. Any seriously injured 
victim issusceptibletoshock and must be handled 
accordingly. 

a. Symptoms of Shock. The most important evi- 
dence of shock is the victi m's weakness coupled 
with pale skin which is moist and cooler than 
normal. 

(1) Beads of perspiration may be noted 
about the victi m's I i ps, forehead, pal ms, and arm- 
pits. He may vomit or complain of nausea. His 
mental reactions may appear normal at first, but 
he will later lose his alertness and interest in his 
surroundings. Hewill mostlikelybethirsty. 

(2) The pulse of a shock victim is rapid but 
may be weak and difficult to detect. Breathing is 
faster than usual with occasional deep breaths. I n 
case of severe hemorrhage, these signs may not be 
evident at first but may develop after an hour or 
more. Where there is doubt, give first-aid treat- 
ment for shock. 

b. Treatment. The same first-aid treatment 
should be used for both prevention and care of 
shock. 

(1) Keep the victim lying down. This permits 
a greater amount of blood toflow to the head and 



chest. It is also the most favorable position if 
there i s i nj ury to the i nternal organs or the head, 
or when there is evidence of fracture. If the 
victim has difficulty in breathing, his head and 
shoulders should be elevated. If thereis nodiffi- 
cul ty i n breathi ng and there are no head i nj uries, 
the lower part of his body should be elevated to 
aid thet-low of blood to the head and chest. 

(2) Placea blanket beneath the victim and if 
necessary cover him with another. Keep him 
warm but just warm enough to be comfortable. 
Never use hot-water bottles or heating pads 
except in very cold weather, and then with care. 

(3) The overal I pri nci pi e of appiyi ng heat to 
a shock victim is : do not add heat; simply prevent 
the loss of body heat. 

(4) I f the vi cti m is consci ous and there is no 
sign of nausea or stomach hemorrhage, a few si ps 
of water may be given to him. If there is a delay 
in obtaining medical service, i/^ glass of water 
(with 1/2 teaspoon of table salt and 1/2 teaspoon of 
baking soda per quart (0.946 liter) of water), 
given at X-minute interval, is recommended 
when fluids naay be given. Stimulants, such as 
ammonia or coffee, have no val ue i n treati ng trau- 
matic shock. 

(5) Do not forget to give attention to the 
injuries of a shock victim. Also comfort and en- 
couragehim. 

4-65. Electric Sliock 

a. Electric shock accidents frequently result 
from contact with a "live" wire and occasionally 
occur when a person is struck by lightning. 

ft. I f a person has come i n contact with an elec- 
tric current, turn off theswitchif it is nearby, but 
do not waste time looking for it. Use a dry 
wooden pole, dry cloth i ng, dry rope, or some other 
material which will not conduct electricity to re- 
move the person from a live wire (fig. 4-89). Do 
nottouchthewireorthecasualty with your bare 
hands. 

c. Electric shock causes breathing to stop, so 
start artificial respiration immediately after 
freei ng the person from the wi re. 

4-66. Fractures 

Fractures (broken bones) are either simple or 
compound fractures (fig. 4-90). A simple fracture 
is also called a closed fracture because the broken 
bone has not pierced the skin and is causing no 
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Figure i-89. Rescuing an electric shock victim. 

external bleeding. A compound fradure, some- 
ti mes referred to as an open fracture, is a broken 
bonethat has pierced the skin. 

a. Signs and Symptoms of a Fracture Thefol- 
lowing are indications that a boneis broken : 

(1) Tenderness over the injury with pain on 
movement. 

(2) I nabi I i ty to move the i nj ured part. 

(3) Unnatural shape (deformity). 

(4) Swelling and discoloration. 

b. Treatment. If you think a person has a bro- 
ken bone, handle him with great care. Rough or 
carel ess handl i ng causes pal n and i ncr eases the 
chances of shock. F urthermore, the broken ends 
of the bone are razor-sharp and can cut through 
muscle, blood vessels, nerves, and skin. Remember 
-do not move a casualty with a fracture unless it 
is necessary. If you do, be gentle and keep the 
fractured part from moving. If there is a wound 
with a fracture, apply a dressi ng as you would for 
any other wound. If there is bleeding, use the first 
aid methods for stoppi ng bleedi ng. 

c. Splinting. All fractures require splinting. 
Persons with fractures of long bones or of the 
bones of the pelvis, back, and neck, should be 
spl i nted "where they I i e" before any movement or 
transportation is attempted. Proper splinting 
greatly relieves the pain of a fracture and often 
prevents or I essens shock. F i xi ng the fragments 
of a broken bone by use of spl i nts prevents the 
jagged edges of the bone from teari ng bl ood ves- 
sels and nerves. Proper splinting of a closed frac- 




SIMPLE FRACTURE 




COMPOUND FRACIURE 



Figure i-90. Fractures. 



turewill prevent the bone from piercing the skin 
and causing the fracture to be an open one. 
Proper splinting of an open fracture will prevent 
further injury tothe wound. First aid in thefield 
may require that you improvise splints from 
whatever material you may have handy-tree 
limbs, poles, rifles, cardboard, rolled newspapers 
or magazines, etc. You should remember that 
spl intsshou Id always be padded, especially where 
they come into contact with bony parts, such as 
the elbow, wrist, knee, and ankle joints. Leafy 
vegetation can be used to supplement pieces of 
d othi ng used for spl i nt paddi ng. 

(1) Splints for fractured bones of the leg, 
thigh, and hip. To splint a fractured leg, roll 
sticks or other support into a folded blanket, or 
other padding material, to form a padded trough 
in which to rest the injured leg (fig. 4-91). Bind 
the splints firmly at several places above and 
belowthebreak. Splints for a I eg fracture should 
extend from a point above the knee to a little 
below the foot (fig. 4-91). I n case of a fractured 
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I lEG SPINT IMPROVISED WITH 
BLANKET AND POLES 




€) SniNT APPICO FO* niACTUMO 
THIGH 0« HIP 



Figure i-91. Improvised leg, thigh, hip splints. 




Figure 4-92. Expedient leg splint. 

thigh or hip, poles and blanl<ets may be used for 
spl i nts as for the I eg, except that the i nside spl i nt 
is extended from the crotch to a little below the 
foot. The outside splint is extended from thearm- 
pit to a I ittle below thefoot. The armpits and the 
crotch must be well padded. A quick waytosplint 
a broken leg is to tie it to thecasualty's uninjured 
I eg (fig. 4-92). Padding is placed between the per- 
son's legs, then the legs are tied together at sev- 
eral pointsaboveand below thefracture. Thecas- 
ualty's feet with shoes on should betied across the 
arches and toes. 

(2) Splints for fractured bones of the arm. 
Keep a fractured bone of the arm from movi ng by 
supporti ng it with spl i nts. This reduces pal n and 



prevents damage to the ti ssues. Temporary spl i nts 
can be made from boards, branches, folded card- 
board, magazines, newspapers, etc. A good gen- 
eral ruletoremember in splinting any long bone 
(bones of the leg, thigh, forearm, or upper arm) 
i s to have the spl i nt I ong enough to extend from 
above the joi nt above the fracture to below the 
joi nt below thefracture. Spl i nts should always be 
padded with some soft material to protect the limb 
from pressure and rubbi ng. B i nd spl i nts securely 
at several points above and below thefracture, 
but not tight enough to interfere with the flow of 
blood. It is well to apply two splints-one on ei- 
ther sideof thearm. If an injured elbow is bent, 
do not try to straighten it; if it is straight, do not 
try to bend it. Figure 4-93 shows examples of 
splints correctly applied to the forearm, upper 
arm, andelbowtosupportthefracturedboneand 
to prevent its moving. I n figure 4-93, padding of 
spl i nts has been omitted for d ari ty. A si i ng i s the 
quickest way to support a fractured bone of the 
armor shoulder, a sprained arm, or an arm with 
a painful injury. Thearm should be bound snugly 
to the body to prevent movement. You can make a 
sling by using any material that will support all 
or a portion of the lower arm and hold it close to 
the body (fig. 4-94). 

d. Broken Back. 1 1 i s often i mpossi bl e to deter- 
mine whether a casualty has a broken back. Be 
suspicious of any back injury, especially if the 
back has been sharply struck or bent, or if the 
casualty has fal len. I f a casualty has received such 
an injury and he lacks feeling in hislegsor lacks 
the ability to move them, you can be reasonably 
sure that he has a severe back injury which 
should be treated as a fracture. You must remem- 
ber that if there is a fracture, the sharp bone 
fragments can cut or damage the spinal cord and 
cause permanent paralysis (fig. 4-95). 

(1) Procedure for handling a spine- fracture 
casvaUy. 

{a) Place a low roll, such as a bath towel 
or d othi ng, under the mi ddl e of the back to sup- 
port it. 

ib) L ift the casualty, if he must be moved, 
onto a litter or board without bending his spine 
forward. It is best to have at least four men for 
this job (fig. 4-96). 

(c) If the casualty is in a face-down posi- 
tion, he may be carried face down on a litter. 

id) Keep the casualty's body alinement 
straight and natural at all times and keep the air 
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SPLINTS FOR A BROKe^4 
WRIST OR FOREARM 



e 




SPLINTS FOR A 
BROKEN UPPER ARM 



6 



SING LE STRAIG HT SPLINT 
FOR A FRACTURE NEAR 
THE ELBOW WHEN THE 
ELBOW CANNOT BE EASILY 
BENT 




Figure J^-9S. Splints for a brol<en arm. 



TURN TAIL O F J AC KET O R SHIRT 

UP OVER INJURED ARM AND FASTEN 

IN PLACE WITH PIN OR TWIG. 




O BINDING THE ARM TO THE 
CHEST WITH A BRT OR 
C A RTRIDG E BKT GIVES 
ADOmONAl SUPfOUT 



e 



SUPPORT THE FOREARM IN A 
SUNG MADE FROM A BELT 
OR STRIPS OF CLOTHING 
AND BIND THE ARM TO THE 
CHEST 




Figure 4-94. Slings for an injured arnl. 
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IN THIS POSITION, Bone FRAGMENTS CUT 
THE SPINAL CORD 
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IN THIS POSITION, BONE FRAGMENTS ARE IN 
PROPER PLACE AND WON'T CUT THE SPINAL CORD 

Figure U—95. Positioning a broken back. 




Figure 4.-96. Four-man carry. 

passages free. If he is conscious, caution iiim not 
to move. 

(2) Cautions. Do not- 

(a) Move the casualty with a broken spine 
unless absolutely necessary. 

(b) Raise his head even for a drink of 
water. 

(c) Twist his neck or back. 

(d) Carry him in a blanket face up (fig. 
4-96). 

e. Broken Neck. A broken neck is extremely 
dangerous. Bone fragements may cut the spinal 



cord just as in the case of a broken back. fCeep the 
casvnlty's head straight and still with the neck 
slightly arched. If he is conscious, caution him not 
to move. Moving him. may cause his death. 

(1) A broken neck is protected as follows : 

(a) Place a rolled bath towel, or a roll of 
clothing about the same bulk as a bath towel, 
under the neck for support and padding. The roll 
should be thick enough only to arch the neck 
slightly (fig. 4^97). 

(b) Raise the shoulders in order to place 
the roll under the neck. Do not bend the neck or 
head forward. Do not twist or raise the head at 
all. 

(c) Place the roll so that when the casualty 
is lying flat, the back of his head touches the 
ground. 

(d) To keep the head motionless after the 
roll is in place, put a large padded rock or pack at 
each side of the head (fig. 4-97). 

(2) If the man must be moved, get help. One 
person should support the man's head and keep it 
straight while others lift him. Transport him on a 
hard stretcher or board. 

(3) Never turn over a casualty who has a 
broken neck. 

f. Fractured Ribs. Fractured ribs cannot be 
splinted, but the pain can be relieved by restrict- 
ing the movement of injured ribs. This is done by 
binding a tight swathe of mushn bandage around 




Figure i—97. Protecting a broken neck. 
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Figure 4~98. Immobilization of fractured ribs with cravats, 
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Figure i-99. Method of immobilizing clavicle. 



the chest or by applying three triangular band- 
ages, folded as cravats, around the chest (fig. 
4-98). These are applied when the patient has 
forcefully exhaled the air from his lungs. Band- 
ages are applied tightly enough to give support 
but not so tightly that the rib may pierce the lung, 
g. Fractures of the Clavicle. When the clavicle 
(collarbone) is fractured, the break is easy to 



detect. The shoulder on the injured side droops, 
bending the broken ends of bone upward and 
causing a noticeable deformity. The arm on the 
injured side cannot be raised and the patient 
usually supports it at the elbow with the opposite 
hand. The injured part is immobilized temporar- 
ily by one of the following methods : 

(1) Supporting the arm in a triangular band 
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Figure i-100. BanBoging a fractured jaw. 



agesling, holding thearm slightly higher than the 
elbow. 

(2) Binding the arm to the chest wall with 
triangular bandages. 

(3) Supporting the arm with a figure-of- 
eight improvised with twobelts (fig. 4-99). 

h. Fractured Jaw. Support the jaw with a 
cravat bandage (fig. 4-100), but do not obstruct 
the breathing. Place a wad of gauze between the 
teeth in back of the jaw to keep the jaws apart to 
maintain an air passage and to permit free drain- 
age from the mouth. 

4-67. Burns 

Therearethreekindsof burns: thermal, sunburn, 
and chemical burns. Burns are also classified 
according to the degree (depth) of the burn. A. 



first degree burn reddens the skin. A second de- 
gree burn blisterstheskin.Athird degree burn is 
a deep burn where the underlying skin growth 
eel Is are destroyed. 

a. First Aid for Thermal Burns. Victims of 
burns require treatment for shock, relief from 
pain, and prevention from contamination. Shock 
isthe major hazard. It is usually serious when the 
burn i nvol ves 10 percent or moreof the body sur- 
face, and sometimes less in especially deep third 
degree burns. The excl usi on of ai r from the burn 
by the application of a thick dressing relieves 
pain and, if the dressing is sterile, prevents fur- 
ther contamination. At least four layers of dress- 
ing should be applied, then covered with clean, 
tightly woven material toexdudeair. Hands must 
be thoroughly cleaned for this procedure. If the 
burn is extensive, involving the trunk or a large 
part of an extremity, wrap a clean sheet or large 
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towel around the part. Then cover the victim 
according to the weather and transport him to 
where he can obtain medical aid. 

b. Sunburn and Chemical Burns. An intensive 
sunburn requires a sterile dressing, especially if 
blistered. Chemical burns must be washed with a 
large quantity of water, then dressed with sterile 
dressing according to the seriousness of the in- 
jury. Severe chemical burns and sunburns require 
medical attention in proprotion to the seriousness 
of the burn. 



4-68. Heat Stroke 

Occasionally hot weather causes heat stroke 
where the victim experiences a dry skin, rapid 
pulse, and a headache. This may develop into diz- 
ziness, nausea, and ultimately unconsciousness. 
The victim's temperature may rise to 106° F. 
(41" C.) and sometimes as high as 109° F. 
(41.7' C). The afflicted person must be brought 
under cover, then unclothed and cooled by spong- 
ing the body with alcohol or lukewarm water. The 
patient requires immediate medical care. 



Section VIII. CONTROL, EXTINGUISHMENT, AND OVERHAUL 



4-69. Introduction 

Hose, ladder, and pumper operations; alarm re- 
ception and response ;sizeup, ventilation, salvage, 
rescue, and first aid have been discussed so far. It 
has been stated that an ideal situation would in- 
volve nearly all of these procedures being carried 
out almost instantly and simultaneously. Person- 
nel rescue is the primary concern of any fire-pro- 
tection organization. When rescue is accom- 
plished, the secondary concern is fire control, ex- 
tinguishment, and the related procedures essential 
to the preservation of property. 

4-70. Locating tlie Fire 

Structural fires generally fall into two categories, 
the interior fire and the exterior fire. Both the 
interior and the exterior fires involve the same 
basic materials but under greatly variable condi- 
tions, quantities, and proportions. 

a. Structural Interior Fire. The source of the 
structural interior fire lies inside the building. 
This fire may still be in an early stage of incip- 
iency after burning for several hours, and be- 
cause of its confinement and lack of oxygen, or 
even lack of time, it has not yet burned through 
the exterior walls or roof of the building. This 
situation normally involves great quantities of 
smoke, ventilation problems, and backdraft possi- 
bilities along with the difficulty of finding the 
actual fire. Cases of suffocation involving both fire- 
protection personnel and occupants of the build- 
ing must be anticipated. This type of fire normally 
does not involve exposure to other buildings un- 
less the roof or walls suddenly collapse. Building 
collapse admits oxygen to the fire and expands it 
thus endangering nearby buildings by heat radia- 
tion. This condition is normally caused by delay in 



gaining control of the fire after arrival, extensive 
enkindling before arrival, or widespread smolder- 
ing before sudden ventilation. The structural inte- 
rior fire must be located, controlled, and extin- 
guished from inside the building. 

(1) Usually, before a fire can be controlled or 
extinguished, it must be located within the struc- 
ture with some degree of certainty, A fire in the 
basement may appear to be in the attic or top 
floor, from which smoke is coming. Frequently, 
smoke from one building may entirely envelop an 
adjacent building, owing to wind conditions. The 
practice of standing in the middle of the street 
and directing hose streams through windows, re- 
gardless of where the fire may be inside the build- 
ing, is now largely confined to the movie version 
of fire suppression. 

(2) A hose line should not normally be 
opened inside a building until the fire is seen, 
unless a fog curtain is necessary to enable firemen 
to reach the seat of the fire. It is common for an 
incandescent lamp to appear as a tire in a smoky 
room. This deceptive condition also may be en- 
countered when approaching an outside window 
or some other transparency which reflects sun- 
light or artificial light. 

b. Structural Exterior Fire. A structural exte- 
rior fire may ignite within the building and burn 
through the roof or outside walls so that the fire 
in the building is ventilated by the burnt-out 
opening, and the flames are visible before arrival. 
The exterior fire may also be started first on the 
outside of the building by carelessly discarded cig- 
arettes, flying embers falling on rooftops or on 
dry vegetation near the building, or by other 
causes. Exterior fires demand procedures to pre- 
vent the fire from spreading to nearby exposed 
buildings. 
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4-71. Closing in on tlie Fire 

After a fire is located, tiie next step is to confine it 
to its point of origin. 

a. Its spread may be controlled by covering in- 
ternal exposures with hose streams and shutting 
communicating doors and windows. External ex- 
posures will be covered by other firefighting units, 
if required. The greatest exposure is usually to 
the leeward of the fire. Although this may be the 
most difficult approach to make, owing to the 
wind's carrying the heat and smoke in the direc- 
tion of the firefighters, it offers the greatest possi- 
bility for making a fire stop and preventing the 
fire from intentifying and spreading. 

6. Fires cannot be successfully combated by 
paying undue attention to comfort. However, if it 
is obvious that the fire is not likely to spread 
beyond a certain point, such as an unpierced brick 
firewall or exterior wail, or that it is entirely 
within one room or building, needless physical 
punishment can be avoided by making the ap- 
proach from the windward side. 

c. The fire should be attacked from as many 
sides as possible. Good ladder work and proper 
ventilation are of invaluable assistance when lo- 
cating, confining, and closing in on the fire. One 
precaution is worth repeating: where there is 
danger of back draft (superheated gases which 
have not ignited owing to lack of oxygen), be 
certain that the hose lines are in position and 
charged before "opening up". This condition is 
usually present in a tightly closed room or build- 
ing. It is recognized by heavy smoke oozing out of 
cracks around doors or from beneath eaves. 

d. Closing in consists merely of moving in on 
the fire as rapidly as conditions permit. Hose lines 
should not be advanced so rapidly, however, that 
the fire will be allowed to rekindle and gain head- 
way in those areas where only initial extinguish- 
ment has taken place. 

e. This is especially true when class B (flamma- 
ble liquids) materials are involved and extinguish- 
ing agents such as COi. or dry chemical are being 
used. It is most important to remember that when 
these agents are used, they should be backed-up 
with a water fog line or possibly even a foam line. 
This precaution safeguards against a sudden reig- 
nition (flashback), which is so typical of class B 
materials, unless light water is used. Firefighters 
have been seriously burned because they failed to 
observe this precaution when combating a fire. In 



one case, for example, fire had involved a paint 
room, and laquer thinner was blazing on the floor. 
Firefighters using carbon dioxide extinguishers to 
clear a path to the leaking supply tank had to 
make a dash for safety, in which two were burned 
quite badly, when the thinner suddenly reignited 
behind them. 

f. Moreover, firefighters should be cautious 
against stepping into open shafts in the dark or 
advancing too far on weakened floor supports. 
Where caution may be necessary, the firefighter 
should "feel his way with his feet" or even crawl 
on his hands and knees. If large cracks appear in 
masonry walls, which may happen when a stream 
played upon them causes contraction on one side 
while leaving the other side expanded, collapse 
may be imminent, and preparation for withdraw- 
ing personnel and equipment must be made 
quickly. 

g. When advancing against radiated heat, the 
helmet should be turned around so that the broad 
part shields the face. This part provides consider- 
able protection although it will not provide safety 
in the actual presence of flame. Rotating men at 
the nozzle, with the men backing up the line from 
rear to front, will enable each man to rest or cool 
off when the exposure to heat causes discomfort. 
The nozzleman is normally the only person sub- 
jected to any great degree of heat because, the 
men behind him get considerable protection from 
even a single person between them and the fire. If 
it becomes necessary to retreat from an advanced 
position rapidly, as, for example, when the water 
supply fails, causing hose lines to go limp, and the 
smoke is so dense that a means of escape is not 
readily visible, remember that following the hose 
line backward is certain to lead to the outside and 
safety. 

h. The most suitable extinguishing agent for 
the type of fire encountered should be used in an 
amount that will most quickly put out the fire and 
a minimum of damage from its use. 

i. Basic factors which must be considered in the 
extinguishment of a fire are the type of material 
involved, the quantity of the material, and the 
details of its arrangement. The ideal situation 
consists of opening a door of the building and 
extinguishing the fire from the outside, where the 
air is cool and plentiful and there is little danger 
of physical abuse. Usually it is not that easy. 
Often the firefighters must go inside and move 
with impeded speed, in increased temperature. 
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with limited vision, and perhaps with an almost 
depleted supply of oxygen. 

j. Standpipe systems within the building should 
be used whenever practical to save time and pre- 
vent damage. They are practical when the fire is 
too large to be held in check with a first aid extin- 
guisher but has not spread so much as to require 
the volume of water supplied by a large line. 

4-72. Overhaul 

The overhaul operation involves a complete and 
detailed check of the structure or structures in- 
volved and of all material therein. This check is to 
insure the complete absence of abnormal heat and 
the extinguishment of every spark, so there is 
definite assurance against re-ignition. 

a. Perhaps the most embarrassing occurrence in 
the career of the fire chief and his crew is to 
receive an alarm directing the return of men and 
equipment to the scene of a fire which was re- 
cently "extinguished." A second fire is frequently 
more difficult to control than the original fire. 

h. Before overhauling is started, the first step is 
to survey the building for structural damage to 
determine that collapse is not imminent. (Inciden- 
tally, water-soaked stock, such as cotton materi- 
als, increases the floor load tremendously.) When 
necessary, the gas and electricity should be shut 
off as a further precaution. However, the most 
important aspect of the work is to make certain 
that the fire is fully extinguished. 

c. The building should be checked for concealed 
spaces where the fire may continue to burn unnot- 
iced. These spaces are between floor joints, ceiling 
beams, false or hanging ceilings, walls and parti- 
tions, inside cornices, inside window door casings, 
light and air shafts, pipe or wire recesses, chutes, 
and dumbwaiter shafts. They may be checked by 
sliding a hand over the surfaces. If they feel 
warm or appear blackened or if there is any doubt 
of the situation, the suspected area must be 
opened up and investigated. The inspection holes 
should be square openings and near the studs in 
order to avoid unnecessary damage and to sim- 
plify the repair job. Then the adjacent areas 
should be checked thoroughly, including attics, 
basements, walls, and adjoining occupancies for 
possible spread. 

d. To make sure the fire will not rekindle, glow- 
ing textiles, such as mattresses and clothing, 
should be submerged in water. Smoldering bales 



of paper, rags, kapok, and similar material should 
be removed to the outside and broken open in 
order to extinguish the deep-seated fire in the 
center. Recent developments in the use of wetting 
agents or surface-active agents added to water in 
about a 2-percent concentration indicate the fu- 
ture possibility of more quickly and effectively ex- 
tinguishing fires in those materials not penetrable 
by plain water. Such agents would make it unnec- 
essary to tear the objects apart and submerge 
each fragment in water. Surface fires involving 
lumber are extinguished quickly, but because of 
the normal resistance of charcoal to water, it is 
possible that heat and sparks may remain active 
for some time beneath the surface. Under such 
conditions, a water solution containing a wetting 
agent may be effectively used to save time, dam- 
age, and energy. 

e. Oil-soaked metal filings, lampblack, or other 
finely divided substances should be examined with 
care because they are possible sources of re-igni- 
tion. Cylinders, carboys, and other vessels con- 
taining gases and chemicals should be segregated 
to avoid their mingling and a resultant explosion. 

/. Burned materials should be handled care- 
fully. Clothing or other objects which may contain 
articles of value should not be thrown out of win- 
dows. If it is necessary to dump debris from 
upper floors, a firefighter should be posted below 
to warn others of the danger. Particular caution 
should be taken when handling poisonous or cor- 
rosive substances. Rubbish carriers, consisting of 
old salvage covers cut into 5 by 5-foot (162 by 
152-centimeter) sections with handles on the cor- 
ners, provide a convenient means of removing 
fallen plaster and debris. Burned materials should 
be segregated from the unburned objects, and un- 
damaged goods placed where they will not be sub- 
ject to damage during overhaul. 

g. Precautions should be taken to guard against 
subsequent injuries. Holes which may have been 
burned or cut in the floor should be covered or 
blocked off and approaches to damaged stairways 
or elevator shafts should be obstructed. Walls or 
chimneys which have been weakened seriously 
and which endanger pedestrians should be pulled 
down. 

h. If it becomes necessary to respond to another 
alarm or return to quarters, and there is a possi- 
bility that the fire might rekindle, a firefighter 
should be left on watch at the scene with a line 
charged for instant use, 
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Section IX. INVESTIGATION AND RETURN TO SERVICE 



4-73. Introduction 

The investigation of a fire, which is the last thing 
concluded before return to quarters, primarily in- 
cludes the preservation of evidence, especially of 
arson. The preservation of evidence in many cases 
overlaps into the overhaul operations and even 
into control and extinguishment. 

4-74. Initiai Investigation 

If the circumstances upon arrival give rise to a 
suspicion of arson, fire investigators should be 
called. 

a. Photographs should be taken before any dis- 
turbance of the environment beyond that which 
was caused by extinguishment. When circum- 
stances point to arson, suspicious devices — such 
as gasoline cans, cotton trails, film trails, candles, 
oil-soaked rags, cleaning fluid containers, 
matches, and cigarettes-should be labeled. The 
label's should indicate the finder and where and 
when the suspicious items were found. Notes 
should be taken immediately on the following: 
recollections as to persons present on arrival; 
existence of two or more separate fires simultane- 
ously ; color and aroma of smoke ; color of flame 
and from where it was issuing. A record should 
also be made as to whether doors were locked 
from the inside or outside; condition of contents 
and whether disarranged or removed ; nature of 
the burning material; direction of wind; humid- 
ity, temperature, and general weather conditions ; 
direction of spread; obstruction extent of win- 
dows in the room where the fire was believed to 
have been started; whether a passerby may have 
seen the arsonist making arrangements inside ; 
and any other relevant facts. 

b. Notes and sketches made at the scene while 
the facts are fresh may be used to reconstruct 
minute details which may be come significant as 
the entire picture takes form. The facts may be 
requested during a board of inquiry or investiga- 
tion proceedings, or even in court, if an arsonist is 
caught and later brought to trial. 

c. If the investigating officers have not arrived 
before the firefighters must return to the station, 
military policy should be posted to preserve the 
evidence. They should be instructed to disclose no 
opinion about the fire, its origin, or any facts 
which may have been discovered as to its cause, 
except to proper authorities. 



d. If the fire has involved a building in which 
are stored classified documents or equipment such 
as reels of film, models, drawings, files, or similar 
items, the officer in charge of the fire should re- 
quest that an adequate guard be posted over the 
area where the items have been gathered until they 
can be removed to a more secure location. Since 
fireSfighters are not authorized to examine classi- 
fied materials, the men should be cautioned to be 
extremely conscientious and attentive when han- 
dling such items or when sorting them from the 
debris and to set them aside in the designated 
location promptly. This point is stressed because 
there have been examples of carelessness and of 
unnecessary loss or destruction. Instances are also 
known in which firefighters have taken time out 
after the fire was extinguished to unroll reels of 
confidential film to see if they contained anything 
interesting. These firefighters were of course cen- 
sured and even investigated according to the de- 
gree of importance of the material involved. 

e. Before returning to the station, the chief in 
charge should obtain all the facts necessary to 
write up the required fire report. This report in- 
cludes type of alarm ; location of fire ; building 
number; description, origin, cause, and confine- 
ment of the fire ; damage ; agents used ; time re- 
quired ; number of personnel ; mileage traveled.; 
weather ; remarks ; and other necessary data. 

4-75. Determining thie Origin of thie Fire 

When the fire has been serious, that is, when 
there has been loss of life or extensive property 
damage, assistance in investigation may be ob- 
tained from the fire marshal or other authorized 
representatives of higher headquarters so that an 
impartial viewpoint may be expressed at any later 
board of inquiry or board of investigation pro- 
ceedings. 

a. In such cases, the investigating authority will 
attempt to collect much more detailed information 
than would be required ordinarily. This investiga- 
tion might include such matters as reasons for 
possible delay in alarm, for extensive spread of 
fire, for heavy lose, and for the inability of occu- 
pants to escape. It might also consider the fire- 
fighting methods employed, the adequacy of the 
watter supply, and whether recommendation had 
been previously made to correct deficiencies which 
may have caused the fire, delayed the alarm, or 
impeded extinguishing operations. For the aver- 
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age response, however, the regular fire report 
form is enough to record the necessary informa- 
tion. The questions on this form that may be diffi- 
cult to answer accurately are origin of fire, cause, 
and estimate of damage. 

b. When there are no eyewitnesses, the exact- 
ness with which the point of origin of a fire may 
be determined will depend, in most cases, on the 
extent of the fire. When several buildings have 
been destroyed, it may be possible only to desig- 
nate one of them as the place of origin. The same 
may be true when a number of rooms have been 
gutted by fire. On the other hand, if the fire has 
been confined largely to one room, it may be rela- 
tively easy to determine the point of origin ; this 
may be indicated by defective wiring, a wastebas- 
ket, a stove, or any one of the many other sources. 

C. In a great many cases however, the exact 
point of origin is often difficult to determine. The 
tendency is to pronounce the first plausible spot as 
the probable location at which the fire started. 

d. For example, after a fire which involved a 
large one-story frame woodworking shop, the fol- 
lowing facts were disclosed by the debris. Paint 
cans had been burned out with no trace of rag 
ashes. Nearby, behind a door, was a partially 
burned pile of shavings, sweepings, and remains 
of a broom. Nonmetallic sheath wiring was badly 
burned and holes were burned through the metal 
conduit, but the fuse box and fuses were intact. 
There was heavy charring around air vents 
through the roof. One outside wall was burned 
completely through. Outside this opening and 
aginst the building were the partially burned re- 
mains of a pile of heavy lumber which had been 
involved in fire, and near the edge of the pile were 
the burned remains of what might have been a 
broom handle. 

e. Where did the fire start? Judging from this 
information, it would be impossible to say. While 
deep charring of the wood beams around the ceil- 
ing vents might indicate that the heat was very 
intense at that point, it is only what should be 
expected, since these vents provided a natural flue 
to draw off the heat and fire. The presence of 
paint cans does not necessarily indicate the loca- 
tion of the origin. Even if these cans were empty 
at the outbreak of the fire, the residue would have 
burned out during the course of the fire. The ab- 
sence of rag ash does not rule out the possibility 
of spontaneous ignition, for linseed oil may have 
been present on newspaper or other materials, or 



all of the ashes may have been washed away by 
hose streams. 

/. In regard to electrical difficulties, the intense 
heat of the fire could have burned off the insula- 
tion of the nonmetallic sheath cable along the ceil- 
ing. The arcing of wires, which had become bare 
as a result of the heat, would account for the 
burned hole in the metal conduit. The absence of 
bridged fuses or overcapacity fuses would not rule 
out the possibility of electrical difficulties, for fire 
can start from frayed wires or overheated motors 
without blowing fuses. In addition, the electric 
glue pots, along with other heating devices, were 
checked for possible overheating, but these had 
apparently been shut off before the fire started. 

g. Investigation disclosed that no one had been 
in the building since noon the day before. Thus, 
the possibility of a carelessly disposed of cigarette 
being thrown into the rubbish pile or elsewhere 
was rejected. Close inspection of the burned sur- 
faces of the outer wall disclosed that the fire had 
started outside the building under the woodpile. 
The remain's of the wooden handle found in the 
pile showed it to be of a type similar to those on 
mops found on a nearby outside rack, all bearing 
evidence of having been used for mopping a vege- 
table oil. It was apparent that an oil soaked mop 
had been left on the ground the previous day, 
with the wood piled on top of it against the frame 
building. A statement by workmen eventually ver- 
ified this conclusion. There had been enough time 
for spontaneous heating and the resultant out- 
break by the next day. Therefore, it wias not diffi- 
cult to guess the cause of the fire, after the possi- 
ble sources were found, considered, and elimi- 
nated with proper reasoning and due considera- 
tion. 

h. Thus, it can be seen that determining the 
point of origin may be very helpful in determin- 
ing the cause, if not directly, then indirectly, by 
eliminating other possible causes. Although cer- 
tain indications point to the greatest concentra- 
tion of heat, which may be useful in locating the 
point of origin, these indications are not always 
infallible. The prevailing drafts during a fire have 
a great deal to do with the way the fire spreads 
and the manner in which heat is concentrated. In 
addition, some materials are more highly resistant 
than others and slow less evidence of heat condi- 
tions than lighter and more flammable substances. 
An example of differing resistance is glass and 
iron. Glass that has become molten and fused indi- 
cates that the temperature had reached the vicin- 
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ity of l,700*F.(927°C.); ordinarily unprotected 
iron supports will warp at slightly over half that 
temperature. 

i. Moreover, it must be kept in mind that the 
cause of the fire and the point of outbreak may 
not always be in the same location. This may 
occu r for exampi e when gasol i ne vapors are car- 
ri ed by drafts to an open f I ame or to the arc of a 
knife switch a considerable distance away. It 
could alsohappen where combustible materials at 
one end of a duct are ignited as a result of an 
overheated furnace at the other end. 

j. The recurrence of several fires in the same 
location orthe presence of twoormoresi multane- 
ous fires in different areas of the same building 
should beviewed with suspicion. There is a possi- 
bility of deli berate planning, and a more careful 
investigation is warranted. 

4—76. Determining tlie Cause of tlie Fire 

After havi ng determi ned as far as practi cabi e the 
poi nt of the f i re's origin, the next step i s to deter- 
mi ne its cause. 

a. It is well, in ascertaining its cause, to con- 
si der fi rst the most common causes of fi re, such as 
carelessly discarded cigarettes, overheated or 
defective stoves or flues, faulty electrical appli- 
ances, and slag or sparks from welding and cut- 
ting operations. If these are eliminated beyond a 
reasonable doubt as a possible source of the fire, a 
thorough i nterrogation of al I persons potenti al ly 
connected with thefiremay throwadditional light 
on the subject. Such personnel would include 
those who ordi nari I y occupy the bui I di ng, those 
who were present at the ti me of or immediately 
before the di scovery of the fi re, and those who I ast 
left the building at quitting time or who later 
went through or near it. Such extensive investiga- 
tions are only required for large fires or those 
involving aloss of life. They will usually be con- 
ducted by specially appointed officers or boards, 
with the assistance of the fi re marshal and ap- 
pointedaides. 

b. Although it is true that approximately 70 
percent of the total firedamageresults from only 
about 10 percent of all fires, it does not follow 
that smaller fires should not receive careful study. 
Small fires can teach about fire protection mea- 
sures. If any gain is to be made in preventing 
similar occurrences, it is of the utmost importance 
todeterminethesourceofthefireandthepartic- 
ul ar manner i n which it started. H ence, when fi 1 1- 



i ng out a fi re report, it is not enough merely to I ist 
"rubbish," "grass," or "flammable liquids" as the 
cause of fi re. These items are simply examples of 
combustiblematemiswhicharenot uncommon in 
the vicinity of many buildings. The cause, in a 
strict sense, is the agency which brings thecom- 
bustiblematerialsuptotheir ignition points. For 
example, the"poiiit of origin" might be "rubbish 
can in northeast corner of hanger No. 301," "dry 
grass on west side of building No. 731," or 
"bucket of gasoline near the center of the floor in 
garage building No. 43."Thecaz<se of the above 
fires may have been a cigarette carelessly dis- 
carded into the rubbish, sparks from an unpro- 
tected incinerator landing in the grass, or the 
spark from a broken light bulb in an unguarded 
extension cord socket in the vicinity of the gaso- 
line vapors from the bucket. This type of fire 
analysis lakes possible a decision about whether 
new fi res can best be prevented by regul ati ng the 
sourcesof ignition, the handling of combustibles, 
or both. If it is impractical to eliminate the for- 
mer, stricter control scan be placed upon the han- 
dling and disposal of highly combustible materi- 
als. In the foregoing illustrations, it so happens 
that both thecauses and the points of origin are 
thepropersubjectsofregulation or prohibition. 

4-77. Estimate of loss 

Accurate appraisals of monetary losses resulting 
from fires are often difficult to make. 

a. When the loss is negligible, it will be found 
advisable to obtain the assistance of the post engi- 
neer, who is qual ified to esti mate the cost of any 
necessary repairs. Note that the typical firereport 
cal I s not onl y for an esti mate of I oss i n dol I ars but 
also for a brief description of the extent of physi- 
cal damage. The fire chief should make such a 
description, but the decision regarding replace- 
ment or brad ng of weakened constructi on such as 
joists and walls should be made by the post engi- 
neer. Photographs are of great help in establish- 
ing the extent of structural damage and in pre- 
serving evidence. 

b. Partial losses of Army structures are esti- 
mated by the install ati on personnel charged with 
construction responsibility. Total structural loss 
of an Army bui Idi ng is the val ue of the structure 
as reported on the most recent i nventory of the 
real property report (AR 405-45) prior to the fire 
(AR 385-12). 
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been built when construction costs were either 
higher or lower than at the time of estimate. It is 
best to make an estimate on the basis of the pres- 
ent cost of restoration to the original conditions. 
Loss estimates should ,be made by personnel 
charged with construction responsibility. Total 
structural loss is the value of the structure when 
built plus improvements. 

c. Before an estimate can be made of the loss to 
contents, an inventory of everything remaining 
after the fire is extinguished must be taken and 
compared with a previous inventory of the con- 
tents. Since the loss includes damage from smoke, 
heat, and water, as well as that sustained by 
actual contact with the flames, it can be accu- 
rately appraised only after the salvage value, if 
any, has been determined. This is a task for the 
supplying service. 

d. Vehicle and aircraft losses will be determined 
by replacement in kind for partial losses and re- 
corded inventory value less salvage for total 
losses. 

e. When preparing his preliminary report, the 
fire chief is not expected to go into great detail in 
his loss estimate. He should be guided by the fig- 
ures given him by proper authorities, if these fig- 
ures are available. These figures may be chal- 
lenged only if a considerable discrepancy is noted. 
For example the itemized loss sheet may indicate 
that much more property was destroyed in the 
building than it was known to have contained, or 
it may indicate the destruction of important ob- 
jects which fire personnel know the building did 
not contain (by reason of their having made an 
inspection just before the fire and an investiga- 
tion of the debris afterward). These facts should 
be called to the attention of the proper authorities 
so that the mistake can be corrected or other ap- 
propriate action taken. 

4-78. Final Action at Scene of thie Fire 

In the case of large fires, it is well that the ranking 
fire protection officer in charge should obtain all 
the information possible before leaving the scene 
in order to prepare a coherent story of the fire 
and the way it was extinguished. 

a. Considerable time may be involved in taking 
the names of witnesses, jotting down significant 
statements, directing the taking of photographs, 
and drawing sketches of the building, location of 
apparatus, hose lines, and other pertinent facts. 
Those companies not needed for salvage and over- 



haul work should be directed to "pick up" and 
return to the station. 

h. Before leaving the scene of the fire, fire pro- 
tection supervisors should make a double check to 
assure that no tools or equipment are missing 
from the fire apparatus. When equipment, such as 
salvage covers placed over holes in the roof, has 
been temporarily lent to the occupant, a receipt 
should be obtained and instructions given for its 
return. 

c. Even though the fire station is relatively close 
by, some precautions should be taken in case an- 
other fire occurs before the apparatus gets com- 
pletely back into service. When almost the entire 
hose supply has been use& it is frequently advisa- 
ble to reload the hose in the bed of the firetruck so 
as to be in readiness for instant use in case an- 
other fire occurs before the hose can be changed. 
All wet or dirty hose must be replaced. Where 
only a few sections of hose have been used, they 
may be rolled up and stacked on the rear running 
board, since there would most probably still be 
enough hose in the bed to combat another fire 
successfully. 

d. When a crew is returning from a fire, the 
necessity for getting back into service quickly 
does not constitute an emergency. Therefore, si- 
rens should not be used and all traffic rules should 
be observed. 

4-79. Return to Quarters 

ct. Upon return to quarters, the crew chief in 
charge should report to alarm headquarters, ei- 
ther that his company is back in service, or that it 
will be out of service temporarily while the hose is 
being changed. If the latter is the case, he should 
again notify headquarters when the company is 
back in service. 

b. While the fire chief or crew chief is complet- 
ing the required fire reports and making entries 
of the run in the daily log or journal, the mem- 
bers of the company should make an immediate 
check of the fire apparatus. Tires should be 
washed to facilitate an inspection for cuts, nails, 
and other damage. Fuel, oil, and water in the ra- 
diator and booster tank should be replenished if 
required. All equipment and appliances should be 
checked for presence and condition. 

c. After clean dry hose is replaced in the appa- 
ratus bed, wet or dirty hose should be thoroughly 
washed and placed on the rack to dry. Hose should 
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be rolled as soon as it is dry in order to avoid 
deterioration from the heat of the sun. 

d. Wet salvage covers should be washed, in- 
spected for cuts or tears, and hung to dry. Lad- 
ders should be inspected for damage, and all tools 
and appliances which have become dirty or wet 
should be cleaned and dried. Metal surfaces which 
might rust should be lightly wiped with oil. The 
entire apparatus should be washed, if necessary, 
to remove caked mud, dirt, and carbon. 

e. When all necessary work which follows a fire 
has been carried out, it is advisable to congregate 
all the men in the study room and review the 
method of attack from start to finish. Each com- 
pany crew chief can explain the operation in 
which his crew was engaged, illustrating the 
placement of men and equipment on a blackboard. 
The purpose of such a verbal postmortem is not to 
criticize or embarrass anyone but to take full ad- 
vantage of any lessons learned while fighting the 
!-b-e, and to determine whether operations might 
be improved at any future fire of a similar nature. 

/, If obvious mistakes were made at the fire, the 
persons in error should readily admit making 
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them. If the chief in charge is assured that a 
repetition of the same error will not occur, no 
particular issue need be made of it, especially if 
the error is a minor one. Serious mistakes, how- 
ever, should not be passed over lightly merely be- 
cause the department as a whole was praised. 
Most of the time, the general public believes that 
the fire department has done an excellent job, and 
perhaps that is usually true, but firefighters nor- 
mally are aware of their own mistakes even when 
the uninitiated layman is not. 

g. When a private reprimand is necessary to 
cover individual cases, it should be carried out 
promptly after return from the fire and before the 
general discussion is held. When improvement is a 
matter of general performance of duty, the post- 
mortem session should be followed by drills and 
more drills until every man is functioning as an 
efficient part of the team. On the other hand, if 
•praise is due a man or a company for a good job 
or an exceptional piece of work at the fire, appro- 
priate words of recommendation should be given 
during the discussion in the presence of the entire 
group. 
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C HAPIER 5 
AIRCRAFT FIREFIGHUNG AND RESCUE 



Section I. INTRODUCTION 



5—1. Purpose 

This chapter provides Army firefighters with the 
correct procedures for rescuing personnel from 
burning aircraft and for fighting aircraft fires. 
Preservation of life and prevention of injury 
should bethefirst objectiveof all firefighters; the 
savi ng of ai rcraft i s secondary. 

5-2. scope 

Vari ous phases of ai rcraft fi ref ighti ng and rescue 
are covered herein. Section I includes general in- 
formation on the characteristics of fire as they 
pertain to aircraft and aircraft materials. Section 
II fami I i ari zes fi refi ghters with the specif i c com- 
ponents of ai rcraft and the fi re hazards associ ated 
with them. Section llldescribesemergency proce- 
dures, and gives illustrations of the general ar- 
rangement and the emergency procedures for typ- 
ical Army aircraft. 

5—3. Flammable Materials in Aircraft 

a . F I ammabi e materi al s and fi re-accel erati ng 
materials carried in each aircraft are of major 
concern to the firefighter. The materials may in- 
clude a combination of the foil owing: 

(1) Gasoline, turbine engine lubricating oil, 
and jet fuel. 

(2) Oxygen. 

(3) Oils. 

(4)Hydraulicfluid. 
(5)Anti-icingfluid. 

(6) Grease. 

(7) Pyrotechnics, ammunition, and other 
ordnance. 

b. Of the above materi als, gasol i ne and jet fuel 
arethegreatest problem in firefighting.Thecr ash 
firefighter must remember that danger of fire or 
explosion is always present in the aircraft fuel 
system. 



5-4. Fire Hazards of Aviation Gasoline, 

Turbine Engine lubricating Oil, 
and J et Fuel 

A knowledge of the characteristics of gasoline, 
turbineenginelubricatingoil, andjetfuel ises- 
sential to the aircraft firefighter. See paragraph 
4r-36forextinguishingclassB fires. 

a. Gasoline and Turbine Engine Lubricating 
Oil. 

(1) Aviation gasoline versus automotive gas- 
oline. Aviation grades of high-octane gasoline, 
with octane ratings of about 115 to 145, are not 
greater f i re hazards than automoti ve grades with 
a ratingof approximately 90. Actually, automo- 
ti vegrades havea si ightly higher vol ati I ity. H ow- 
ever, for practical considerations, gasoline of any 
octane rating within the automotive or aviation 
range (approximately 70 to 145) presents identi- 
cal fireextinguishing problems. 

(2) Turbine engine lubricating oil and avia- 
tion gasoline grades and uses. 

(a) Whole,unheated turbine engine lubri- 
cating oil. Military Specification ML-L-7808, is 
relatively nontoxic and does not present a serious 
health problem. Some dermatitis can be expected 

i n unprotected personnel conti nuouslyexposedto 
wholeunheatedoil. However, the decomposition 
products resuiti ng from temperatures above 500° 
F.(260° C.) are toxic. Adequate ventilation 
should be mai ntai ned wheretheseoi Is are heated 
abovethecritical temperature. 

(b) A vi ati on gasol i ne consi sts of hydrocar- 
bons except for the addition of chemical agents, 
such astetraethyl lead, inhibitors, and dye. The 
various grades are dyed distinguishing colors of 
red, blue, green, and purplefor identification pur- 
poses. Aviation gasoline is provided in four 
grades and colors, in accordance with Military 
Specification Ml L-F-5572, as follows : 

1. Grade80/87,for usein light aircraft 
and helicopter engines, red if it contains tetra- 
ethyl lead, otherwise dye free. 
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2 Grade 91/96, for use in light aircraft 
and helicopter engines, blue. 

3 Grade 100/130, for use in high output 
aircraft engines, green. 

4 Grade 115/145, purple in color, is the 
standard grade of aviation gasoline used in all 
Army aircraft gasoline engines (app. II). 



b.Jet Fuel. Jet fuel is designated JP-4 (Mili- 
tary Specification MILf-F-5524) and is used in 
the gas turbine series engines installed in some 
Army aircraft. This type of fuel must be handled 
with as much caution as gasoline. Jet fuel mist in 
air ignites readily regardless of the theoretical 
advantages of a kerosene grade fuel. 



Section II. AIRCRAFT FIRE HAZARDS 



5-5. What Firefighters and Operation 

Personnel Should Know About Aircraft 

a. Firefighters and operation personnel must be 
familiar with the fire hazards of every aircraft 
that uses the nearby airfields. After an aircraft is 
on fire, it is too late to make a study of it to 
determine the best methods of lifesaving and fire- 
fighting. An aircraft fire requires immediate, in- 
telligent, and carefully planned action. Every situ- 
ation is different, but often the rescue squad has 
only a minute to rescue occupants from a burning 
aircraft. 

b. A knowledge of the location, function, and 
operation of all parts of an aircraft is necessary, 
whether they appear to be fire hazards or not. 
Nearly any part of an aircraft may become im- 
portant to firefighting, often under unanticipated 
circumstances. For example, a landing gear strut 
would not ordinarily be considered worthy of 
study from a firefighting point of view, but when 
it is known that on a certain type of aircraft the 
strut has been driven upward and has ruptured a 
fuel tank, it is evident that a knowledge of its 
position and action is important. A crucial deci- 
sion on firefighting or rescue operations must 
often be made within seconds. 

C. Features of aircraft which are directly con- 
nected with fire hazards and rescue are outlined in 
generalized form in the following paragraphs. 
These may be applied to the study and investiga- 
tion of any specific type or individual aircraft. 
Such studies must be supplemented by personal 
inspection of the aircraft, contact with flight and 
maintenance personnel, and review of current 
aviation magazines and manufacturer's data. The 
best way to learn about aircraft is by inspecting 
and asking questions about them. Few aircraft, 
even of the same type, are identical in every re- 
spect. Some aircraft of the same type are altered 
for performance of different tasks. Others are as- 
sembled in different ways, or changed for special 
reasons after being in service. 



5-6. Aircraft Design 

a. Modern Army utility aircraft are of all-metal 
construction. Figure 5-1 illustrates the general 
arrangement of transport aircraft. 

b. Helicopters differ from fixed wing aircraft in 
that lift comes from rotor blades mechanically ro- 
tated about an approximately vertical axis. Fig- 
ure 5-2 illustrates the principal structural units 
of a helicopter. 

c. Helicopters niay be broken down into two 
main types: the single rotor type and the tandem 
rotor type. The single rotor type uses a small an- 
titorque tail rotor to overcome the effects of 
torque, while the tandem rotor type rotates thf 
blades in opposite directions, thus reducing torque 
to an acceptable limit. The flight controls of a 
helicopter have primarily the same function as 
those of fixed-wing aircraft. The only additional 
control is the collective pitch stick, to the left of 
the pilot. A motorcycle-type throttle is attached to 
the end of the pitch stick. 

5-7. Powerplants and Components 

The engines are divided into two groups, the re- 
ciprocating engine and the gas turbine engine. 

a. Reciprocating Engines. 

(1) The reciprocating engines are air-cooled 
and constructed on a radial or opposed design. 
Radial types are used in larger engines and pre- 
sent the greater fire hazards. On a radial type 
engine, the cylinders are installed in one or more 
separate rows around the crankshaft. The crank- 
shaft of a helicopter extends into the clutch or 
transmission assembly and forward to the propel- 
ler installation, and far enough to the rear to 
drive auxiliary equipment such as generators, oil 
pumps and hydraulic pumps. A radial engine and 
accessory section are shown in figure 5-3. Figure 
5-4 shows an opposed engine and accessory sec- 
tion. 

(2) The fire hazard in the cylinder section of 
the engine is very small unless the cylinders frac- 
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FDW TRANSMISSION 



TAIL SECTION 




FDW TRANSMISSION 
CABIN AND RESCUE DOORS 



NOSEENCLOSURE 



Figure 5-2. Principal structural units of a helicopter. 



ture. The greatest fi re hazard i n the cyl i nder sec- 
tionaretheelectrical wiring, oil lines, and a small 
amount of tubi ng. An engi ne cyl i nder section sel- 
dom presents a fi re probi em. 

(3) The accessory section is located immedi- 
ately to the rear of the cylinder. The accessory 
section contains the carburetor, internal super- 
charger, main fuel lines, fuel pump, oil lines, oil 
pump, generator, magnetos, electrical connections, 
and other engi neequi pment. I n someai rcraft, the 
accessory section contai ns the oi I tanks and stor- 
age batteries. The most serious engi nefi res occur 
i n t h e accessory sect i on . 

(4) The accessory section is filled with 
equi pment contai ni ng movi ng parts (fi gs. 5-3 and 



5-4). Broken fuel and oil lines generally occur in 
the accessory secti on and are the source of fires 
both in the air and on the ground, either under 
normal conditions or in the event of a crash. 

(5) Access to the accessory section is gained 
by removing the engine cowling. The cowling is 
fastened with dzus and other special rapid fasten- 
ers and can bequickly removed. The fasteners can 
beopened with a screwdriver which is part of the 
crash rescue tool kit (fig. 5-5) or a coin, si nee the 
exposed top i s si otted for turni ng. M any i nstances 
occur where the i ntensity of the fi re wi 1 1 prevent 
the removal of the cowling. It is then necessary to 
gain access to the accessory section by quick use 
offorcibleentry equi pment. Thecowlingis gener- 



TM 5-315 



CYLINDERS 



ENGINE 

OUTER COWLING 



COWL STOP 



INNER COWL 
EXTENSION 



ENGINE CONTROLS 




CARBURETOR AIR 
INDUCTION SYSTEWI 
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Figure 5-3. Radial engine and accessory section. 



allyconstructed of metal a littlethickerthan the 
aircraft skin, but can quickly be entered with 
crash kit tools. Effectiveness of theextinguishing 
agent within the,confined space may be increased 
by keepi ng the cowl i ng i n pi ace and by usi ng bay- 
onet nozzles or applicator. 

NOTE 

I f it is a severe engi ne fi re, check acces- 
sory section first. 

(6) There may be a forward firewall or 
shroud between theforward section of the engine 
contai ni ng the cyl i nders and the accessory section. 
On most aircraft, a main firewall is located be- 
tween the accessory section of the engi ne and the 
adjoining portions of the aircraft. In single-en- 
gine aircraft, the main firewall is 'between the 



accessory section and the pilot's compartment. I n 
multiengineaircraft, the main firewall is between 
the engine and the rear of the nacelle with its 
adjoi ni ngwi ngstructure. 

(7) Aircraft firewalls consist of a metal plate 
thicker than the aircraft skin. The firewalls are 
not thick enough to prevent the passage of heat 
for a long time or the actual transmission of fire 
from one secti on of the engi ne to another secti on 
or to the rear structures. Firewalls are pierced 
with necessary openi ngs for cabi es, I i nkage, tub- 
ing, etc (fig. 5-4). In some instances, there is 
clear space between the device passing through 
the firewall and the opening. The objective of the 
firewall is to localize, for a brief time, a fire in the 
engi necyl i nders or accessory secti ons. 

(8) It is important that firefighters know the 
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Figure '5-i. Opposed engine and accessory section. 



location of firewalls and accessory section compo- 
nents. With the engine cowling removed, each 
type of engine should be studied from a firefight- 
ing point of view. 

(9) On radial engines having only a single 
row of cylinders, baffler plates or shields are 
placed between the cylinders and the cowling. The 
shields are close-fitting and regulate the flow of 
air to the rear of the cylinders. The shields should 
not be confused with a firewall as they will do 
very little to localize a fire. Their purpose is to 
reduce the volume of air which can -pass over the 
rear of the cylinder cooling fins. There is some fire 
hazard from the coil connections and ignition har- 
ness forward of these shields. 

(10) On multiengine aircraft, the main fire- 
wall at the rear of the engine isolates engine fires 
'to some extent from the remainder of the nacelle 
and from the wing structure. The rear of the en- 
gine nacelle may contain oil or hydraulic fluid 
tanks, a housing for retractable landing gear, or 
other equipment. 

(11) Cowl flaps are installed near the firewall 
between the engine and accessory section. The 



cowl flaps are important to a firefighter because 
they provide immediate access to the engine with- 
out removal of sections of the cowl surface. A 
COo horn applicator nozzle may be placed at, or 
thrust through, the opening at the cowl flaps to 
quickly combat engine fires. 

(12) When an engine is started or warmed 
up, a firefighter will stand to the rear of the pro- 
peller and be prepared to combat an engine fire 
through the cowl flaps. On emergency landings, 
the cowl flaps may be in the closed position. It 
may be faster to pry a flap loose with a small bar 
than a hole could be penetrated or a section of 
cowling removed. 

(13) The most likely time for a fire to start is 
during engine starting because of the excessively 
rich fuel mixture settings. The fire can best be 
extinguished by the pilot turning off the fuel tank 
valves, moving the engine mixture controls to 
"idle cutoff", and allowing the engine to run itself 
out of fuel. 

(14) Some reciprocating engine-driven air- 
craft have spring-loaded fire extinguisher access 
doors on the lower outside portion of the engine 
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FEDERAL STOCK NO. 42 10-293-7666 




ITEM 


NO. 


QUANTITY 


DESCRIPTION 


FEDERAL STOCK NO 






1 




METAL CUTTING SAW 


G5110-221-0235 


2 




2 




SCREW DRIVER, COMMON, 4-INCH 


G5120-227-9491 


3 




2 




SCREW DRIVER, COMMON, 8-INCH 


G51 20-277-9494 


4 




2 




SCREW DRIVER, PHILLIPS, 4-INCH 


G5120-236-2133 


5 




2 




SCREW DRIVER, PHILLIPS, 8-INCH 


G5120-236-21287 


6 




1 




PLIERS, LINESMAN 


G51 20-239-825 


7 




1 




CABLE CUTTER 


R51 10-224-7053-5231 


8 




6 




HACK SAW BLADES 


G51 10-142-4928 


9 




1 




HACK SAW FRAME 


G51 10-2234971 


10 




1 




"V" BLADE RESCUE KNIFE 


RN51 10-524-e924 


11 




1 




AXE 




12 




1 




D2US WRENCH 




13 




3 




WOOD PEGS <SOFT) 




14 




3 




RUBBER PEGS 




15 




1 




GRAPNEL HOOK AND STEEL CABLE 




16 




1 




CHAIN SAW 






Figure 


5-5. 


Crash rescue tool kit, chain saw, and grapnel 


hook. 
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TURBINE SECTION 



AIR INTAKE 



PROPELLER OR 
ROTOR DRIVE 




ACCESSORY SECTION 
Figure 5-6. Gas turMne engine. 



nacelles. These doors permit a fire extinguisher 
nozzle to be thrust directly into the accessory sec- 
tion of the engine. The doors are usually well la- 
beled. 

b. Gas Turbine Engines. 

(1) A typical gas turbine engine (fig. 5-6) 
consists of an air intake, compressor, combustion 
section, turbine section, exhaust tailpipe, acces- 
sory section, and propeller or rotor drive. 

(2) Short circuits in the electrical system or 
broken fuel and oil lines are major sources of fire. 
A firefighter will be prepared to immediately 
combat any electrical, oil, or fuel fire that occurs 
during ground operation of the aircraft or in the 
event of a crash. 

(3) The firefighter will be on the alert for the 
possibility of an engine fire during starting and 
stolping of the gas turbine engine. If the engine is 
not started correctly, there is a tendency for fuel 
to drain or be pumped through the engine into the 
tailpipe or out the manifold drain onto the 
ground. A fire may start in the burned or turbine 
section after the throttle is closed. Should a fire 
occur, it can be extinguished by shooting CO2 or 
CF3Br through the air intake duct or between the 
exhaust tailpipe and cowling. 

NOTE 

DO NOT DISCHARGE CO, DI- 
RECTLY INTO THE ENGINE EX- 



HAUST BECAUSE IT MAY DAMAGE 
THE ENGINE. 

(4) The gas turbine engine is separated into 
four sections which are potential fire zones: the 
inlet compressor, combustor (including the tail- 
pipe), and the accessory section. When combating 
gas turbine engine fires, the firefighter should at- 
tempt to separate hot engine parts or other 
sources of ignition from fuel sources and the pri- 
mary structure of the aircraft. 

(5) Although very improbable, explosive 
mixtures may form in the accessory section from 
fuel leakage. Sparks from.the generator or starter 
motor will supply the remaining element needed 
for an explosion or fire within the accessory sec- 
tion. 

(6) The engine is separated from the aircraft 
by a shroud which is similar to a firewall. The 
shroud is pierced by necessary openings for 
cables, linkage, tubing, etc. The shroud is installed 
so that it seals at the forward bulkhead, at the 
forward end, and is vapor-tight throughout its 
length. It, is highly improbable that the shroud 
will remain completely vapor- and liquid-tight 
after several removals and reinstallations during 
engine changes. The area surrounding an improp- 
erly sealed shroud becomes a hazardous area, in 
that there are generally many small pockets cre- 
ated by the stringers, ribs, and bulkheads of the 
nacelle in which fuels may collect and fill the zone 
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FUEL 



HYDRAULIC PRESSURE OIL 



RED 



LT.BLUE-YELLOW-LT. BLUE 



OIL (LUBRICATING) 



YELLOW 



Af R PR ESSU RE (COMPR ESSED) 1 

MAX 20PSI ,.„ig 



LIGHT BLUE-LIGHT GREEN 




COOLANT PRESTONE 



WHITE-BLACK-WHITE 



AIR PRESSURE (COMPRESSED) 
MIN 25PSI 



YELLOW-LIGHT GREEN* 






COOLANT WATER 



WHITE 




FIRE EXTINGUISHER 




BROWN 



■ STEAM 



PURGING 



'JiitjvM fflMWi 



LIGHT BLUE-YELLOW 



L T A T 



LIGHT BLUE 



LIGHT GREEN 



U I P M E N T 




GREEN-YELLOW-GREEN 



BLACK 



BLACK-LIGHT GREEN 



LIGHT BLUE-BROWN 



OXYGEN DISTRIBUTION 



OXYGEN FILLER 



PITOT PRESSURE 
AIR SPEED 



STATIC PRESSURE AIR SPEED, 
ALTIMETER, CLIMB 
INDICATOR 

IJ^KHdM' iitt- *U*: :»<il^ Mm. 

MANIFOLD PRESSURE 



^ WHITE-LIGHT BLUE , 



M/NIFOLD PRESSURE LINE TO 
FUL TANK PRESSURE UNIT 



RED-YELLOW 



U M 




EXHAUSTANALYZER 



I N G 



VENT (CLOSED COMPARTMENTS) 



SMOKE SCREEN EQUIPMENT 



HOT AIR DUCTS 
CABIN HEATERS 



LIGHT BLUE-RED 



-w '/Hf 



COLD AIR DUCTS 
CABIN HEATERS 



YELLOW-RED-YELLOW 




FUEL-AIR VAPOR SUPPLY LINES 

-^fiB TO COMBUSTION TYPE CABIN 
**" HEATERS 



LIGHT GREEN-RED 




WHITE-LIGHT GREEN 



BROWN-RED 



EXHAUST LINES FROM t 

COMBUSTION TYPE HEATERS f 



Fifiure S-7. Identification eolort for aircraft tidnng. 
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with flammable vapor. The zone generally has no 
ignition sources of its own. Ignition occurs from 
heat or flame entering the zone through the same 
path used by fuel or vapors, and a violent explo- 
sion may result. 

(7) Fires are caused when improper engine 
starts spill fuel into the tailpipe. The fuel dropped 
onto the shroud runs forward, leading through 
the shroud joints into the area between the fuse- 
lage skin and the shroud. When the engine is 
started, flame or hot gases from the end of the 
tailpipe may ignite the fuel which has leaked be- 
tween the shroud and skin. 

5-8. Color Codes 

a. Identification of Tubing. To simplify identifi- 
cation and tracing of cables, conduits, and tubing 
of approximately the same size, a standard mark- 
ing system has been devised. It consists of color 
bands in various combinations, each color combi- 
nation indicating a specific type of equipment. 
The color code system used for tubing on all air- 
craft is shown in figure 6-7. Colored bands are 
applied to the tubing and cables on both sides of 
all points of connection and passage through bulk- 
heads or sheaths. Where long runs of unjoined 
tubing occur, there may be color bands at inter- 
mediate points for identification. 

b. Significance of Color Codes in F&refighting. 

Color codes provide a means for immediaterecog- 
nition of tubes and cables vital to firefighting. The 
contents of tubing carrying such fire hazards as 
fuel, oil, anti-icing fluid, or oxygen can be 
promptly determined by firefighters familiar with 
color code designations. Color codes aid in tracing 
sources of leaks or ruptures in the tubing so that 
either a cutoff valve may be closed or the flow 
may be stopped by other means. 

5-9. Fuel System 

Fuel is the principal fire hazard in aircraft. The 
fuel system of an aircraft stores and transfers 
fuel to the engine or engines. Fuel tanks, fuel 
lines, valve controls, pumps, and other component 
parts of the fuel system are widely dispersed 
throughout the structure of an aircraft. An outlet 
for escape of vapor or fuel may be produced by 
impact, twist, or movement of the aircraft or by 
improper assembly or maintenance. Ruptures in 
the fuel system are hazardous because of the exis- 
tence of possible sources of ignition, suchas over- 
heated metal surfaces, exhaust gases, electrical 
connections, discharge of static electricity, etc. 



Fuel vapors may be ignited by engine heat sources 
from 15 to 30 minutes after a fuel spill unless 
proper preventive action is taken by the firefight- 
ers. 

a. Permanent fuel tanks are located in the 
wings or central fuselage. Permanent tanks may 
be in units separate from the aircraft framework, 
permanently built into the aircraft framework, or 
structurally part of the aircraft framework. As 
part of the permanent tank installations, a re- 
serve supply of fuel is usually provided for emer- 
gency use. The reserve supply is separate from, 
and should not be confused with, the auxiliary 
fuel supply. 

b. Reserve fuel is provided by separate tanks or 
by the installation of a standpipe or small open- 
topped tank within the main tank. The outlet 
from the reserve section of the tank is separate 
from the main tank outlet. Fuel from the reserve 
section is obtained by the operation of a selector 
valve. The importance of the reserve tank in fire- 
fighting is that the main tank may indicate empty, 
yet within the same tank the reserve section may 
be full, creating a fire hazard. 

c. Auxiliary fuel tanks are frequently installed 
so that they can be dropped from an aircraft as 
soon as the fuel is exhausted. Auxiliary tanks not 
intended to be dropped in flight are installed in 
cargo space or wings. Because of the location of 
auxiliary tanks, they are usually vulnerable and 
highly hazardous in crash landings. 

d. Pilots are instructed not to permit fuel tanks 
to run dry, but to change from a nearly empty 
tank to a full tank. Normally, no fuel tank will be 
completely drained. A mixture of fuel vapor and 
air, drawn into the tank through the vent open- 
ing, will be present and may be in such propor- 
tions as to create a flammable or explosive mix- 
ture. 

e. Connections between fuel tanks of a multi- 
tank system are by direct openings in the tank 
walls or by tubing connecting the separate outlets. 
Fuel supply lines do not go directly from tank to 
engine, but pass through the wing or fuselage, or 
both, to control or selector valves at or near the 
pilots position. From the control or selector 
valves, the fuel lines go to the engine or engines. 
Tubing for venting and overflow extends from the 
tank interior to an outboard discharge point. The 
location of these outlets may be detected bjopen- 
end tubing extending just beyond the exterior 
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surface and by adjacent stenciled description. A 
manually operated drain valve is frequently 
mounted below the tank to permit daily with- 
drawal of water and sediment from the tank bot- 
tom. During tank filling, draining, or overflow due 
to expansion of fuel within a filled tank, liquid 
fuel or vapor may discharge from these outlets 
and remain on the ground surface. These dis- 
charges are a constant fire hazard. 

/. A selector valve permits the selection of the 
fuel tank desired for engine fuel supply or com- 
pletely cuts off the fuel supply from the engine or 
engines. The selector valve may have an indicat- 
ing dial showing two OFF positions. Either posi- 
tion cuts off the fuel supply from engine or en- 
gines. 

g. In firefighting operations, it may become nec- 
essary to isolate the fuel supply to each engine in 
an effort to determine the source of fuel flow. This 
can be done by placing the cross feed valve, lo- 
cated adjacent to the pilots position, in OFF posi- 
tion. When switched to ON position, the discharge 
lines of the two main fuel pumps are intercon- 
nected and the pump remaining in operation sup- 
plies fuel to both engines. 

h. The main fuel pump is engine driven and is 
located in the accessory section. A booster pump 
is an auxiliary fuel pump in the fuel line at some 
point between the fuel tank and the main fuel 
pump. Booster pumps may be manually or electri- 
cally operated. Switching the master or the 
booster pump switch to OFF will shut off the 
booster pump. The priming pumps are used to 
supply fuel to the cylinder head or manifold for 
engine starting. Excessive priming is a cause of 
fires during engine starting. Liquid fuel or rich 
vapor may be discharged into the exhaust system 
and ignited, or ignite in the cylinder and return 
through the intake, spreading flame through the 
induction system to the carburetor and air scoop. 

i. Carburetor, throttle, and mixture controls are 
usually mounted on the control quadrant. If the 
engine is still running after a crash, the fuel sup- 
ply can be cut off on float type carburetors by 
moving the mixture control to the IDLEOFF posi- 
tion. On injection fuel systems the fuel may be cut 
off by moving the mixture control to the MAXI- 
MUM LEAN position, or by placing the idle 
cutoff switch in the OFF position, depending on 
the type of fuel injection system. 

5-10. Oil System 

a. Lubricating Oil. Lubricating oil commonly 



used for aircraft engines has viscosity ratings 
corresponding to SAE No. 40, 50, and 60. These 
oils do not vaporize at ordinary temperatures and 
their ignition temperature is higher than that of 
fuel; therefore, the fire hazard is relatively less 
than that of fuel. When lubricating oil is com- 
bined with fuel, as frequently happens in aircraft 
crashes, the fuel is readily ignited. The heat from 
the ignited fuel vaporizes and ignites the oil, pro- 
ducing an intense flame. The high viscosity of oil 
makes it more difficult to r nove from a surface 
or from saturated debris. W le oil is most readily 
ignited when combined with fuel, oil alone may be 
ignited by contact with hot engine parts, arcing 
electrical connections, or other sources of high 
temperature. 

h. Oil Tanks. Tanks are of metal construction, 
ranging in capacity from 1 gallon (3.785 liters) to 
45 gallons (170.3 liters). The oil tank may be 
located at various points in the wings or fuselage, 
but most commonly is immediately to the rear of 
the engine accessory section, just forward of the 
rear firewall. Filler necks and level cocks are in- 
stalled on the tank for filling and determining oil 
level within the tank. The location of the filler 
neck is indicated by stenciling on a nearby sur- 
face. 

c. Oil Cooler. Many aircraft engines have oil 
coolers to lower the temperature of the oil in high 
temperature operation. The most common type, of 
cooler is a system of tubes or a cellular radiator 
through which the oil is circulated. This cooler is 
usually located within the engine nacelle. 

d. Oil Pump. The oil pump is in the accessory 
section of the engine and is engine driven. Normal 
operating pressures do not usually exceed 100 psi 
(7 kilograms per square centimeter) and may be 
much less. Pressure is indicated by a gage on the 
pilot's instrument panel. 

SI 1. Oxygen System 

All aircraft intended for operation at high alti- 
tudes are equipped with breathing oxygen for 
each crew member and passenger. Oxygen lines 
run from a permanently mounted storage tank, or 
tanks, to crew and passenger positions. 

a. Tanks, Tubing, and Controls. 

(1) The actual quantity of oxygen carried on 
an aircraft is of only secondary interest to the 
firefight''rs. They must be as cautious with a small 
quantity a.^ with a large quantity. 

(2) Oxygen storage tanks usually are painted 
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green. Tubing from main oxygen storage tanks to 
outlet stations generally contains oxygen at all 
times. Master control valves normally are kept in 
the open position. 

(3) Oxygen is stored up to 1,800 psi (126 
kilograms per square centimeter). This pressure 
exists throughout the distribution tubing system 
down to the outlet stations. Rupture of tubing 
anywhere between these points will free oxygen 
under high pressure. 

b. Fire Hazard. 

(1) Two hazards might occur from oxygen 
equipment : explosion, and released oxygen feed- 
ing the fire. 

(a) Explosion may occur from rapid heat- 
ing and expansion of the cylinders or from any 
traces of grease or oil that may come in contact 
with oxygen. The explosion may disrupt other 
equipment and cause a fire by breaking fuel lines, 
electrical cables, etc. 

(6) Release of oxygen during a fire results 
in acceleration of burning and great intensity of 
heat. Escape of oxygen during crash fires results 
in rapid spread of fires and resistance to extin- 
guishing agents. 

(2) Every precaution must be taken to pro- 
tect oxygen equipment from damage during forci- 
ble-entry operations, and if possible, to protect 
oxygen from exposure to heat or fire. Firefighters 
should be familiar with the location and operation 
of oxygen master control valves, and if possible, 
should close these valves during fire. 

WARNING 
DO NOT HANDLE OXYGEN EQUIP- 
MENT OF ANY KIND WITH 
GREASY OR OILY RAGS OR HANDS. 
OXYGEN UNDER PRESSURE, IN 
CONTACT WITH GREASE OR OIL, 
WILL CAUSE AN EXPLOSION OR 
FIRE. 

5-12. Electrical System 

The electrical system on an aircraft supplies cur- 
rent for lights, booster pumps, hydraulic pumps, 
propeller or rotor pitch gears, electronic equip- 
ment, etc. 

a. Electrical Wiring. 

(1) All aircraft have an extensive wiring 
system. The principal fire hazard is the danger of 
a short circuit or arcing. 



(2) In a crash, it is probable that a large 
number of electric wires will be torn apart or 
damaged. Movement of an aircraft after a crash 
may produce a spark large enough to ignite fuel 
vapors. A crashed aircraft should be moved only 
when necessary for rescue operations, or when a 
fire is of such proportions that the additional dan- 
ger from a short circuit is immaterial. 

b. Batteries. 

(1) The location of batteries varies with the 
type of aircraft. The batteries may be in the fuse- 
lage, wings, or engine nacelles. Special equipment, 
such as certain types of radar, is provided with 
separate batteries. These auxiliary batteries are 
not usually located in the same compartment as 
the main batteries. 

(2) Before an aircraft is moved after a crash 
or after a fuel spill, disconnect the batteries and 
tape the leads, if possible, as a precautionary 
measure against arcing or short circuits. The 
proper way to disconnect a battery is to discon- 
nect the ground wire first in order to eliminate 
the danger of arcing. Improper disconnection may 
produce an arc that will ignite fuel vapors. 

c. Ignition. 

(1) On reciprocating engine aircraft, the ig- 
nition switch usually means the magneto switch. 
In almost all reciprocal engines the ignition 
siwtch is operated by magnetos. Most aircraft are 
equipped with dual magnetos. 

(2) If the aircraft engines are not running 
after a crash or fuel spill, the position of the 
ignition switch is of no importance to firefighters 
since the magnetos are driven by the engine and 
stop when the engine stops. If the engine is run- 
ning after an accident, it is usually safe from a 
fire hazard viewpoint to stop the engine by first 
cutting off the fuel at the mixture control or fuel 
valve before cutting off the ignition switch. The 
ignition switch usually is separate from the mas- 
ter switch. Aircraft fire rescue personnel should 
always check the position of the master switch 
and beware of a hot magneto. A "hot mag" can 
cause the engine to fire even if the master switch 
is in off position. 

(3) The battery switch usually is referred to 
as the master switch. The master switch is the 
principal electrical swtich on an aircraft. All elec- 
trically operated units are connected to the power 
source through the master switch. The master 
switch is independent of separate equipment 
switches and may be used to cut off electric cur- 
rent simultaneously from all cables and equip- 
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ment. In a crashed aircraft and in case of fuel 
spill, it is important that the master switch is 
immediately placed in OFF position. 

d. Auxiliary Powerplants. 

(1) Some aircraft have auxiliary power- 
pi ants whi ch are used to start the ai rcraft engi ne 
or engi nes. Theaxui I i ary powerplants may be op- 
erated after takeoff to furnish an additional 
source of electrical power. The unit consists of an 
engi ne and an engi ne-dri ven generator. 

(2) There is little fire hazard from the auxil- 
iary powerplant electrical equipment but a fire 
hazard exi sts because of theengi ne. Theauxi I i ary 
powerplant generator is mounted on the engine. 

5-13. Anti-icing System 

a. The anti-icing system prevents the formation 
of ice on the propellers, carburetor, and wind- 
shield. For propellersand windshield, nonflamma- 
ble fluids are used in combat zones, but in non- 
combat zones, alcohol (85 percent) and glycerine 
(15 percent) areused. Forthecarburetor, alcohol 
aloneisused. 

6. Locations and sizes of tanks containinganti- 
icingfluids vary with the type of aircraft. Sepa- 
rate tanks are provided for alcohol and alcohol- 
glycerine mixtures. Tubingext ends fromthetank 
:o the forward part of the aircraft. 

c.Toprevent icingof propellers, anti-icingfluid 
is pumped fromthetank to a si inger ring at the 
base of the propeller. The liquid then runs down 
the blades by centrifugal force. A similar ar- 
rangement is used to prevent icing of windshields. 
Icing of a carburetor occurs inside the carbu- 
retor; therefore, alcohol is routed directly to the 
carburetor and mixed with thefuel. 

d. The fire hazard of anti-icing fluids is less 
than the fire hazard of aircraft fuel, but they 
should be treated with caution in theevent of an 
aircraft crash. The most important points for the 
firefighter to know are the location of tanks, and 
the fact that the tank and tubing carry flammable 
liquids. 

5-14. Heater System 

I n the combustion type heater, a fuel vapor-air 
mixtureis burned in a hermetically sealed cham- 
ber. Fuel for the heater is routed from the main 
fuel system to the heater. The heater is usually 
located in the center fuselage section. The fuel 
vapor-air mixtureis ignited by an electric igniter, 



and is control led by the heater control panel . The 
fire hazard from the combustion type heater re- 
sults from the small quantity of fuel vapor-air 
mixture present i n the heater. 

5-15. Crew Entrapment 

The controls for ailerons, ruddei, elevators, trim 
tabs, rotors, and rotor blades are usually in the 
form of cables, mechanical levers, or rod linkages 
which pass from the pilot's position through the 
wi ngs or fusel age to the control surfaces. These 
controls are actuated by a pilot's control stick or a 
wheel anddrumtypecontrol. A crash will some- 
times jam the cables or mechanical linkages in a 
fixed position, so that the control stick or wheel 
pi ns the pi I ots wi thi n the pi I ot's compartment. I n 
such cases it may be necessary to cut the cables or 
mechanical linkages in order toreleaseentrapped 
personnel. 

5-16. Rockets 

Rockets still on their launchers are extremely 
dangerous. Every precaution should betaken to 
stand clear both fore and aft of rocket installa- 
tions. Rocketflash which occurs upon ignition is 
usually fatal at short ranges behind the rocket. 
Theauto-ignitiontemperatureofsolid rocket pro- 
pellants is about 392° to575° F. (200°— 300° C). 

a. The effects of a propel I ant explosion are 
minor. The usual result is a split motor tube and 
an ejection of flame and gas from the motor 
through the nozzles and the split. The exhaust 
gases from the burning propel I ant are about 
4,000°F.(2,204°€.) and will add to the intensity 
of the exi sting fire. Ifthehigh temperature gas is 
directed against the aircraft surface, penetration 
may occur. This adds tothefi re hazard duetothe 
fact that fuel tanks may be ruptured or fire 
spread to other secti ons of the ai rcraft. 

b. Ignition of the propel I ant could cause the 
rocket to fire. The rocket will probably follow a 
normal path and be armed when it stops. Extreme 
care must be taken i n handl i ng rockets f i red i n 
this manner. 

5-17. Pyrotechnics 

a . Pyrotechnics are used for signals, warnings, 
lighting for photography, bombing or landing, or 
other special purposes. They consist of various 
types of flares, signal lights, smokegrenades, and 
similar devices. 
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6. Pyrotechnics contain rapid-burning powder, 
magnesium, or flammables which are readily dis- 
charged or ignited. Pyrotechnics may contain 
small explosive charges that will spread fire 
quickly throughout the aircraft. 

c. Pyrotechnics may be located anywhere on the 
aircraft. In single-seated aircraft, hand-launched 
pyrotechnics are located conveniently for the 
pilot. Parachute flares are released by remote con- 



trols located in the pilot's compartment and are 
normally carried in special compartments in the 
side of the fuselage. 

d. Whenever possible, pyrotechnics should be 
promptly removed from a crashed aircraft. Fail- 
ure to do so may result in the discharge of these 
flares and signals with great increase in the in- 
tensity of an existing fire, or in the ignition of a 
fire which otherwise might not have occurred. 



SectionllLEMERGENCYPROCEDURES 



5-18. Traffic Pattern 

a. The traffic pattern prescribes direction and 
altitude, SQjthat aircraft landing or taking off will 
follow prescribed courses, thereby avoiding confu- 



sion and collisions. The traffic pattern is shifted 
according to the direction of the wind. A typical 
traffic pattern is shown in figure 5-8. 

b. Movement within the traffic pattern is al- 




Fiffure SS. Typical traffic pattern. 
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ways in the same direction regardless of arrival 
or departure from the airfield, because landings 
and takeoffs are both made into the wind. A typi- 
cal traffic pattern has dimensions of 3 miles (4.8 
kilometers) at 1,500-foot (457.5meter) altitude, 
but other dimensions and altitudes may be used, 
established according to local conditions. 

c. The typical traffic pattern consists of a coun- 
terclockwise rectangular flow of aircraft about 
the airfield. One side consists of the runway, take- 
off leg, and approach leg along the line of the 
runway nearest the prevailing wind direction. 
The takeoff leg continues with a 90° turn, which 
is crosswind. On the crosswind leg an aircraft 
departing the traffic pattern would turn 45° away 
from the flow of traffic. To continue in the traffic 
pattern, another 90° turn is then made and this 
places the aircraft parallel to the runway and 
forms the downwind leg. An aircraft arriving at 
the airfield would enter the pattern at a 45° angle 
to the downward flow of traffic. The landing air- 
craft continues with a 90° turn, forming the base 
leg. At this point the aircraft normally begins to 
descend. The final 90° turn is then made to place 
the aircraft in a position to land on the runway. 
The traffic pattern will occasionally be clockwise 
or as published by the airfield. 

5-19. Coordination Between Military, Civil, 
andl^unicipalOrganizations 

Coordination and cooperation between local mili- 
tary, civil airfield, and municipal firefighting or- 
ganizations is most desirable. Mutual assistance 
agreements between responsible activities are en- 
couraged. Local commanders should cooperate 
fully with Forest Service, state, and local fire 
officials in developing plans to furnish assistance 
in firefighting and rescue to an extent which 
would not impair the safety of the military instal- 
lation involved. 

5-20. Emergency Communications System 

a. An emergency aircraft rescue communica- 
tions system must be provided to permit rapid 
and reliable notification of impending and actual 
aircraft accidents to firefighting and rescue crews, 
ambulance crews, and other personnel requiring 
such notification. The system must be capable of 
conveying full initial information on the emer- 
gency so that crash trucks and ambulances can be 
dispatched quickly and efficiently. They system 
must also provide continuing intercommunication 
between mobile units and the fixed control sta- 
tions throughout the emergency. 



b. A complete emergency communications sys- 
tem should consist of the following: 

(1) Principal fire truck and ambulance fixed 
control stations. 

(2) Provisions for monitoring communica- 
tions between aircraft and control tower. 

(3) Direct emergency wire intercommuni- 
cation between control tower and principal crash 
truck and crash ambulance fixed control stations. 

(4) Secondary emergency telephone or simi- 
lar wired system for notifying essential support- 
ing personnel. 

c. Operation of the two-way radio sets is simpli- 
fied to the extent that the driver of the fire truck 
can operate them. A qualified radio operator is not 
necessary. 

5-21. Training 

Maintenance, refuleing, and servicing personnel 
on the flight line, supporting aircraft operation, 
will be instructed in the types of extinguishers 
and their operation, care, and proper application 
ofr extinguishment of fires. Firefighters assigned 
to aircraft fire rescue work must become thor- 
oughly familiar with and have a working knowl- 
edge of the requirements contained in AR 95-26 
and AR 95-1. 

5-22. On-lhe-Airfie Id Emergency 

Normally the control tower operator will obtain 
the first information of impending emergencies or 
accidents. He immediately notifies the fire rescue 
crew of the situation, giving exact information on 
the location and status of the event together with 
any pertinent details. Upon receipt of this notifi- 
cation, all crash crews and ambulances on alert 
will respond immediately. If the situation is an 
impending emergency, they assume standby posi- 
tions at predetermined locations alongside, but 
clear of, the runway. 

NOTE 

Notification by the control tower opera- 
tor does not relieve fire rescue crews on 
alert of the responsibility of maintain- 
ing constant observation since, particu- 
larly during active flying periods, many 
instances may escape the initial notice of 
the tower operator. 

5- 23. Off-lhe -Airfield Emergency 

a. Maps of the installation and surrounding 
area of about 15-mile (24-kiIometer) radius 
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Figure 5-9. Grid map. 
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should be available. These maps should be ruled 
off in numbered grids, and compass headings 
marked on them generally as shown in figure 5-9. 
This will make it easier to locate any point within 
the map area. 

b. When necessary, an aircraft will be used to 
locate and guide firefighting and rescue trucks to 
the scene. 

c. Aircraft are guided by radio contact and vis- 
ual and audible signals. 

d. When not directing fire rescue trucks, air- 
craft will circle crashed aircraft until relieved, 
fuel supply permitting. 

5-24. Emergency Rescue Procedures 

a. AircraftEntrances. 

(1) Depending on the aircraft model, en- 
trance doors may be found on eilther side or both 
sides of the fuselage. They usually open outward 
and are hinged on the forward side so the air- 
stream tends to close the door. The opposite side 
is fastened by a latch which usually is operated by 
pulling the door handle. On most aircraft, an 
emergency release mechanism is installed aJt the 
hinge side of the door, and is operated by pulling 
the jettison handle. 

(2) Escape hatches or escape panels, pro- 
vided on some aircraft, are made either of plexi- 
glas or metal. The hatches usually have an exter- 
nal release handle with the location and operating 
procedures marked on the adjacent surface of the 
fuselage. 

(3) Emergency cut-in areas, indicated by a 
broken yellow line, are provided on some aircraft. 
This marking is a safety guide which designates a 
comparatively obstacle-free area where tools used 
for cutting fuselage skin will not meet heavy 
structural members or rupture fuel, electrical, or 
oxygen lines that can cause additional fire or an 
explosion. Extreme care should be used when cut- 
ting fuselage skin to prevent sparks which might 
ignite fuel vapors. 

(4) The aircraft may have other openings 
intended primarily for other specific purposes, but 
which may be used under certain circumstances 
for emergency entrance. 

b. Rescueof Personnel . 

(1) After entrance is gained, the firefighters 
should first locate and determine the condition of 
injured personnel. If immediate hazards are be- 
yond control, personnel should 'be evacuated im- 
mediately. If immediate evacuation is not possible 



due to wreckage or twisted controls, the firefight- 
ers should attempt to keep the fire away from the 
area where personnel are trapped. Extreme care 
should be used when removing personnel pinned 
in wreckage to prevent aggravating existing or 
causing additional injuries. If possible, medical 
advice should be obtained before moving injured 
personnel. 

(2) All Army aircraft have seat safety belts 
and many have shoulder harnesses. The safety 
belts and shoulder harness are constructed of very 
strong, webbed material and are difficult to cut; 
therefore, the rescueman should be familiar with 
the release procedures. The safety belt and shoul- 
der harness (fig. 5-10) are released by unlocking 
the inertia reel and pulling up on the'release han- 
dle. The inertia reel is unlocked by placing the in- 
ertia reel lock lever at the locked and then the un- 
locked position. If necessary, the safety belt and 
shoulder harness may be cut as shown in figure 
5-li. Some aircraft, such as the UH-IC and 
UH-ID model helicopters, are equipped with tilt- 
back pilot and copilot seats to aid in extracting 
injured personnel from a crowded cockpit. These 
seats are identifiable by two red handles located at 
the back of each side of the seat. Both handles 
must be pulled down to tilt back the seat. 

(3) After releasing the safety belt and shoul- 
der harness, it may be necessary to remove the 
parachute from injured personnel. Three basic 
types of parachutes are used: the seat type, the 
back type, and the attachable chest type. These 
parachutes are strapped to the personnel by 
means of a parachute harness which may have 
either three clip-type fasteners or one quick-re- 
lease box. The parachute harness with clip-type 
fasteners (fig. 5-12) is the most commonly used. 
The parachute harness may also have one or two 
parachute canopy release mechanisms in addition 
to the clip-type fasteners. The purpose of the re- 
lease mechanism is to release the parachute 
canopy and not the entire harness. The release 
mechanism may be located either on the left-hand 
parachute canopy strap or on both straps. Typical 
parachute release mechanisms with operating pro- 
cedures are shown in figure S-ilS. The parachute 
harness equipped with the quick-release box pro- 
vides a fast and efficient method of releasing the 
personnel, as shown in figure 5-14. 

5-25. Portable and Fixed Fire Protection 
on Aircraft 

Fire protection equipment installed on aircraft 
may consist of one or more portable fire extin- 
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PULL HANDLE 
UPWARD 




INERTIA REEL 
LOCK LEVER 



Figure 5-10. Safety belt and skoulder harness-typical. 



guishers. On larger aircraft this protection may 
be supplemented by a fixed fire extinguisher sys- 
tem. 

a. Portable Fire Extinguishers. Portable CiFSBr 

fire extinguishers are mauated for quick access. 
They usual ly are located withi n thefusel ageat or 
near crew member positions or adjacent to spe- 
ci f i cequ i pment hazards. 

b. Fixed Fire Extinguisher System. The major- 
ity of fixed fi reextinguisher systems arei nstal led 
in multiengine aircraft and areusually theone- 
shot type. The system consists essentially of the 
fol I owl ng components : 



(1) One or more cyl i nders for stori ng exti n- 
guishing agent. 

(2) Distribution lines leading to protected 
areas. 

■( 3) Controls for releasing extinguishing 
agent. 

5-26. Aircraft Familiarization 

a. The different types of aircraft makethejob 
of firefighting and rescue more complex. To carry 
it out successfully, the firefighter should bethor- 
oughlyfamiliarwiththefollowing : 

(1) Visual identification of various types of 
aircraft. 
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(2) Location of personnel and aircraft en- 
trance points. 

(3) Fuel tank locations and capacities. 

(4) Oil tanks, hydraulic reservoirs, and anti- 
icing reservoir locations and capacities. 

(6) Battery location. 

(6) Oxygen cylinder location. 

(7) Basic features of ejection seat, its opera- 
tion, and precautions necessary to prevent acci- 
dental ejection. 

(8) Preservation of evidence that could possi- 
ble aid in determining cause of accident. 

b. To aid in this familiarization, figures 5-15 
through 6-49 illustrate the general arrangement 
of standard Army aircraft and several Air Force 
aircraft, and the emergency procedures to be fol- 
lowed for each. 



Figure 5-11. Method of cutting double harness. 




PARACHUTE CANOPY 
STRAPS 




DETAIL A 

CLIP-TYPE FASTENER 



LEG STRAPS 
Figure 5-12. Parachute harness with clip-type fasteners. 
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3. REMOVE PARACHUTE CANOPY STRAP 



Figure S-IS. Parachute canopy release mechanism — typical. 
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1. REMOVE SAFETY CLIP 



2. ROTATE PLATE TO UNLOCK POSITION 




3. PUSH PLATE TO RELEASE HARNESS 



Figure S-H. Parachute harness quick-release box. 
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GENERAL DESCRIPTION 

TYPE - SINGLE ENGINE, HELICOPTER 

CREW - 2 

PASSENGERS - 3 



DIMENSIONS (MAX) AND WEIGHT (GROSS) 

LENGTH - 30 FT, 2 3/4 IN 

WIDTH - 6 FT, 9 1/4 IN 

HEIGHT - 8 FT, 6 IN 

WEIGHT - 2163 LB 




1. OIL COOLER 6L0WER 

2. UPPER ANTICOLLISION LIGHT 

3. TAIL ROTOR DRIVE SHAFT 

4. TAIL ROTOR TRANSMISSION 

5. TAIL BOOM 

6. ENGINE OIL TANK 

7. OI^L COOLER 

6. ENGINE EXHAUST PIPE 
9. ENGINE ACCESS DOOR 

10. ENGINE 

11. FIREWALL 

12. LH NAVIGATION LIGHT 

13. LH CARGO COMPARTMENT DOOR 

14. TROOP SEAT 

15. ARMAMENT ACCESS DOOR 



16. COPILOTS SEAT 

17. LH pilot's COMPARTMENT DOOR 

16. RADIO AND NAVIGATION EQUIPMENT 

19. BATTERY 

20. LOWER ANTICOLLISION LIGHT 

21. PITOTTUBE 

22. LANDING/HOVER LIGHT 

23. EXTERNAL AIR INLET 

24. INSTRUMENT PANEL AND CONSOLE 

25. EXTERNAL POWER RECEPTACLE 

26. PI L0& SEAT 

27. MAIN ROTOR TRANSMISSION 
2B. MAP CASE (CHECKLIST) 

29. MAIN DRIVE SHAFT 



Figure 5-15. Model 0H-6A aircraft. 
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EMEnGENCY PROCEOURES 



EMERGENCY ENTRANCE IS GAINED THROUGH CABIN DOORS AND PASSENGER DOORS. tF 
DOOR FAILS TO OPEN, BREAK WINDOWS OR CANOPY TO GAIN ACCESS TO DOOR 
JETTISON HANDLE, 




f^^RGO-PASSENGER DOOR 



Figure S-iS. Model OHSA a«wa/e— ContiWMd. 
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GENERAL DESCRIPTION 



TYPE - SINGLE ENGINE, HELICOPTER 

CR&W - 2 

PASSENGERS -2 

DIMENSIONS fMAX) AND WEIGHT (GROSS) 



LENGTH 


- 40 FT, 4 IN 


WIDTH 


- 6 FT, 5.5 IN 


HEIGHT 


- 9 FT, 7 IN 


WEIGHT 


- 2763 LB 



® 




CT> 



^5) 



® 



® 



1. WINDSHIELD 

2. CREW DOORS 

3. AFT CABIN DOORS 

4. AFT AVIONICS COMPARTMENT 

5. LANDING GEAR 

6. FORWARD SECTION 

7. INTERMEDIATE SECTION 

8. TAIL 800M 



9. TAIL ROTOR 

10. HORIZONTAL STABILIZER 

11. AFT FAIRING 

12. ENGINE COWL 

13. INDUCTION FAIRING 

14. FORWARD FAIRING 

15. GROUND HANDLING WHEELS 

16. RAM AIR 



Figure 5-16. Model OH-58A aircraft. 
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EMBnGBNCY PMCEOVRBS 




EMEPGBNCY ENTRANCE 



EMERGENCY ENTRANCE IS GAINED 
THROUGH CABIN DOORS AND 
PASSENGER DOOR. IF DOOR FAILS TO 
OPEN, BREAK WINDOWS OR CANOPY TO 
GAIN ACCESS TO DOOR JETTISON 
HANDLE. 



1. OIL TANK FILLER (11/2GAL) 

2. FIRST AID KIT 

3. FIRE EXTINGUISHER 

4. PILOT'S STATION 

5. FUEL TANK FILLER 

6. ENGINE 

7. TAIL ROTOR DRIVE SHAFT (OPEN) 
B. BATTERY 

9. FUEL CELL <73GAU 

10. PASSENGER STATION 

11. FUEL VALVE SHUT-OFF 

12. HYDRAULIC PUMP AND RESERVOIR (2PINTS) 

13. MASTER SWITCH (CONSOLE) 



Figure 5-i6. Modei OH-58A aircraf t-continued. 
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GENERAL DESCRIPTION 



TYPE -SINGLE ENGINE, HELICOPTEP 
CREW - 2 
PASSENGERS -NONE 

DIMENSIONS (MAX) AND WEIGHT (GROSS) 


LENGTH 
WIDTH 

HEIGHT 
WEIGHT 


- 43 FT, 2.56 IN 

- 9 FT, 7 IN I0H-13SJ 

- 9 FT, 4 IN (TH.13T) 

- 9 FT, 3.66 IN 

- 1680 LB 



NOTE: OH-13SandTH-13T ARE THE SAME HELICOPTERS, EXCEPT THAT 

THE TH-13TISTHE TRAINING MODEL WITH DUPLICATE CONTROLS. 



1. ENTRANCE 000R<2) 

2. SEAT BELTS (2) 

3. SHOULDER HARNESS (2) 

4. STABILIZER BAR 

5. UHF ANTENNA 

6. OIL TANK 

7. BATTERY 

8. ROTATING BEACON (2) 

9. AFT NAVIGATION LIGHTS (2) 
10. BLADE MOORING BLOCK 




11. VENTRAL FIN 

12. SYNCHRONIZED ELEVATOR 
13. TAIL BOOM 

14. FUEL TANKS <2) 

15. EXTERNAL POWER RECEPTACLE 

16. FORWARD NAVIGATION LIGHTS (2) 

17. GROUND HANDLING WHEELS (2) 

18. CABIN VENTILATORS (4) 

19. LANDING LIGHT 

20. PITOT TUBE 



Figure 5-19. Models OH-US and TH-IST aircraft. 
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TM S-3IS 




1. JETTISONABLE DOOR RELEASE 

2. FIRE EXTINGUISHER 

3. FIRST AID KIT 



iMSRGENCY SNTRANCB 



EMERGENCY ENTRANCE MAY BE GAINED THROUGH CABIN DDORS. IF DOORS FAIL TO 
OPEN, BREAK CABIN DOOR OR THE BUBBLE TO GAIN ACCESS TO JETTISON DOORS. 



Figure 5-19. Models OH-ISS and TH-IST aircraft—Continued. 
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GENERAL DESCRHTIW 

TYP€ - SINGLE ENGINE, HCUCOPTfR 

PASSENGERS - 2«UTTERS-a» 

D1MENS10NS(MAX)AND WEIGHT (GROSS) 
LENGTH - 40 FT, 6 IN 
WIDTH - 10 FT 
HEIGHT - •rr,7JIN 
WEIGHT - 2S00LB 




CABIN ENCLOSURE 
(MODEL OH-23B SHOWN.. 
MODEL OH-23C IDENTICAL 
TO MODEL OH-230, FIGURE 
5-23. 



Figure S-S2. Models OH-ZSB and OH-SSC aircraft. 
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GENERAL DESCRIPTION 

TYPE - SINGLE ENGINE, HELICOPTER 

CREW - 1 

PASSENGERS -2 

DIMENSIONS (MAX) AND WEIGHT (GROSS) 

LENGTH - 40 FT, 8 1/2 IN 
WIDTH - 7 FT, 9 1/2 IN 

HEIGHT - 10 FT, 1 1/2IN 
WEIGHT - 1710 LB 



TM 5-315 




1. 


MAIN ROTOR 


23. 


2. 


CONTROL ROTOR 


24. 


3. 


WOBBLE PLATE 


25. 


4. 


COLLECTIVE BALLAST 


26. 


5. 


TAIL ROTOR DRIVE 


27. 


6. 


STABILIZER 


28. 


7. 


TAIL ROTOR SPEED DECREASER GEAR ASSY 


29. 


8. 


ANTENNA 


30. 


9. 


ANTENNA 


31. 


10. 


TAIL ROTOR 


32. 


11. 


TAIL ROTOR CDNTROL CABLES 


33. 


12. 


BATTERY 


34. 


13. 


TAIL SKID STRUT 


35. 


14. 


ANTENNA 


36. 


15. 


ANTENNA 


37. 


16. 


TAIL 800M 


38. 


17. 


CARGO COMPARTMENT 


39. 


18. 


ENGINE 


40. 


19. 


FUEL TANK FILLER 


41. 


20. 


OIL TANK FILLER CAP (TRANSMISSION) 


42. 


21. 


OIL TANK FILLER CAP (ENGINE) 


43. 


22. 


OIL COOLER (TRANSMISSION) 





OIL COOLER (ENGINE) 
GROUND HANDLING WHEELS 
8ASIC BODY SECTION 
LH CABIN DOOR 
UTILITY POWER RECEPTACLE 
SKID LANDING GEAR 
NAVIGATION LIGHT 
WINDOW PANEL 
VENTILATOR WING 
RADIO EQUIPMENT 
PEDESTAL TUNNEL 
PITOTTUBE 
LANDING LIGHT 
INSTRUMENT PEDESTAL 
RADIO EQUIPMENT 
RH CABIN DOOR 
CABIN HEAT DIFFUSER 
EXTERNAL POWER RECEPTACLE 
FIREWALL 
TRANSMISSION 
ANTICOLLISION LIGHT 



fMEHGENCY- ENTRANCE 



EMERGENCY PROCEDURES SAME AS FOR MODEL OH-23D, FIGURE 5-23, EXCEPT 
THAT BATTERY IS IN TAIL. 

Figure S-^i. Model 0H-2SF aircraft. 
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GENERAL DESCRIPTION 

TYPE - TWIN ENGINE, HELICOPTER 

CREW 2 

PASSENGERS - 33 (LITTERS-241 

DIMENSIONS (MAX)AND WEIGHT (GROSS) 

LENGTH _9Bn,13/l0lN 
WIDTH - 12FT,5lM 
HEIGHT -18 FT, 62/5 IN 
WEIGHT - 24,500 LB 




OIL TANK-INTEGRAL WITH EACH ENGINE 
(CAPACITY 3.766 US GALLONS! 

/ARMOR PLatei) 
ON CH-47C 



FUEL TANK-TWO PLACES 
(CAPACITY31S US GALLONS) 

BATTERY (ACCESSIBLE THROUGH 
[DOOR IN EXTERNAL POD) 

ARMOR iPLATED (ALLCHJ17M0DELS) 



EMEttCENCY ENTRANCE 



EMERGENCY ENTRANCE IS GAINED THROUGH DOORS. IF DOOR FAILS TO OPEN. 
BREAK GLASS TO GAIN ACCESS TO DOOR JETTISON HANDLE. 



M-60 MACHINE GUN ON CH-47C 

IIOENO 

SATTERY 




FUEL TANK 
HYDRAULIC REsErvoiR, 
ANTI-ICING RESERVOIR 



Figure 5-27. Models CH~i7A,CH-i7B, and CH~i7C aircraft. 
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SM€RG€MCy PMCSOURES 




1. CIRCUIT BREAKER PANEL 

2. OVERHEAD CONTROL PANEL 

3. INSTRUMENT PANEL 

4. ELECTRONICS COMPARTMENT 



EMERGENCY ENTRANCE 



THE mNDSWELO OR WINDOWS MAY BE BROKEN IF ENTRANCE TO THE 
CAB»I*CANWOT BE GAINED THROUGH ANY OF THE ACCESS DOORS. 



Figure 5-28. Model CHSi aircraft — Continued. 
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ge:neral description 

TYPE - SINGLE TURBINE ENGINE, HELICOPTER 

CREW - 3 

-PASSENGERS- 1 

DIMENSIONS (MAX) AND WEIGHT (GROSS) 



LENGTH 


- 57 FT, 1IN 


'WIDTH 


-8 FT, 4 IN 


HEIGHT 


- 12 FT, 6 IN 


'WEIGHT 


- 9500 LB 








FIRE DETECTION SYSTEM 

FIRST AID KIT (4) 

PASSENGER EXIT (4) 

CREW EXIT (2) 

JETTISONABLE DOOR RELEASE (2) 

EXTERNAL STORES JETTISON 

RELEASE LEVER 

FIRE EXTINGUISHER 



eMERG€NCY ENTRANCIE 



TO GAIN ENTRANCE TO THE CABIN IN THE EVENT OF AN EMERGENCY, SLIDE OPEN OR 
BREAK THE PILOT'S OR CO-PILOT'S SLIDE WINDOW AND REACH FORWARD AND PULL 
THE JETTISONABLE DOOR RELEASE. IF DOOR WILL NOT JETTISON OR CARGO DOOR 
WILL NOT OPEN, BREAK DOOR WINDOWS OR WINDSHIELD TO GAIN ENTRANCE. 



Figure 5-30. Models UH-ID and UH-lH aircraft. 
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GENERAL DESCRfflTION 



TYPE - SINGLE ENGINE, HELICOPTER 

CREW - 2 

PASSENGERS -0 

DIMENSIONS (MAX) AND WEIGHT(GROSS) 

LENGTH - 52 FT, 11 65/100 IN 

WIDTH - 10 FT, 4 IN 

HEIGHT - 11 FT, 7 IN 

WEIGHT - 9S00 LB ' 








■"^ 


1 


WING TIP POSITION LIGHTS 


10 


2. 


AFT POSITION LIGHT 




3. 


TAIL SKID 


12 


4. 


ENGINE AIR INLET 




5. 


HYDRAULIC RESERVOIR 


14. 


6. 


GUNNERS CANOPY HATCH 


15. 


7. 


BATTERY 




a 


LEFT LANDING liGhT 


16. 


9. 


AMMUNITION COMPARTMENT 


17. 



SEARCHLIGHT 

ENGINE AND TRANSMISSION OIL COOLER 
90 DEGREES GEAR BOX 
42 DEGREES GEAR BOX 
TAIL ROTOR DRIVE SHAFT 
TRANSMISSION COMPARTMEMT AND 
OIL COOLER BLOWER 
ENGINE OIL TANK {3.4 GALLONS) 
ANTI-COLLISION LIGHT 



18. HYDRAULIC RESERVOIR-2 (3.2 PINTS EACH) 

19. PILOT'S CANOPY HATCH 

20. RIGHT LANDING LIGHT 

21. TAT-102A OR XM-28 TURRET 

22. FUEL FILLER CAP 

(TANK CAPACITY-265 GALLONS) 



Figure5-Sl. Model AH-IG aircraft 
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EMERGENCY PROCEDURES 



(p?®? 




1. KNIFE - CANOPY BREAKOUT 

2. SURVIVAL KITS STOWAGE (PROVISIONS) 

3. FIRST AID KIT 

4. FIRE EXTINGUISHER 

5. PI LOT'S CANOPY DOOR 



6. CANOPY JETTISONABLE RELEASE (PILOT'S) 

7. GUNNER'S CANOPY DOOR 

8. CANOPY JETTISONABLE RELEASE (GUNNER'S) 

9. CANOPY AREA 



EMERGENCY ENTRANCE 



WINDOWS AND WINDSHIELDS MAY BE BROKEN IF ENTRANCE TO THE 
CABIN THROUGH THE DOORS IS NOT POSSIBLE. 



Figure 5-31. Model AH-1 G aircraf t — Continued. 
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GENERAL INSCRIPTION 

TYPE - SINGLE ENGINE, HEUCOPTER, PRIMARY TRAir«ER 

CREW - 1 

PASSENGERS -1 

DIMENSIONS (MAX) AND WEIGHT (GROSS) 

LENGTH -28 FT, 10 3/4 IN 

WIDTH - 25 FT, 3 1/2 IN 

HEIGHT - 8 FT, 2 5/8 IN 

WEIGHT - 1670 LB 




EXTERIOR BATTERY -SECURED 
TO RIGHT AFT FUSELAGE STRUT 




DOORS SECURED WITH SPRING LATCH. 
OPENS READILY FROM EITHER SIDE. 



EMEHGENCY BNTRANCf 



WINDOWS AND WINDSHIELD MAY SE BROKEN IF ENTRANCE TO THE CABIN 
THROUGH THE DOOR IS NOT POSSIBLE. 



Figure 5-SZ. Model TH-55 aircraft. 
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GENERAL nRSTRIPnON 

TYPE -SINGLE ENGINE, PRIMARY TRAINER 

CREW . 1 

PASSENGERS -3 



DIMENSIONS (MAX) AND WEIGHT fGROSS> 

LENGTH - 26FT, SIN 
WING SPAN -36 FT, 2 IN 
HEIGHT -8FT,11 IN 

WEIGHT - 2600 LB 




FIRE EXTINGUISHER 
(ON FLOOR BETWEEN PILOT AND COPILOT) 



DOOR J ETTISON HANDLE 
(INSIDE BOTH DOORS) 




MASTER SWITCH 

(LOWER CENTER OF INSTRUMENT PANEL) 




EMBRG€NCy ENTJfANCE 



WIN.DSHIELDOR WINDOWS MAY BE BROKEN IF ENTflANCX'THROUGH 

the' DOOR IS NOT POSSIBLE. 

Figure 5-3i. Model T-ilB aircraft. 
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r.FNRRAL DESCRIPTION 

TYPE - TWIN ENGINE, INSTRUMENT TRAINER 

CREW - 1 

PASSENGERS -3 

DIMENSIONS (M>VX) AND WEIGHT (GROSS) 



LENGTH - 27 FT, 3 IN 
WING SPAN - 37 FT, 10 IN 
HEIGHT - 3FT, 7IN 
WEIGHT - 3480 L8 




Qy- 



1. MAIN FUEL TANK <142 GALLONS) 

2. AUXILLARY FUEL TANK 

3. IGNITION SWITCH (EXTREME LEFT OF INSTRUMENT PANEL) 



imi(GlHCi SNTRANCE 



THE WINDSHIELD OR WINDOWS MAY BE BROKEN IF ENTRANCE TO THE 
CABIN CANNOT 8E GAINED THROUGH THE DOOR. 



Figure 5-SS. Model T-i2A aircraft. 
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GENERAL DESCRIPTION 



TYPE -TWIN ENGINE, LIAISON AND LIGHT CARGO 

CREW - 2 

PASSENGERS -4 



DIM ENSIGNS (MAX) AND WEIGHT (GROSS! 



7 8 9 



LENGTH -35FT,1/2 IN 
WIDTH -44 FT, 7 IN 
HEIGHT - 14 FT, 6 IN 
WEIGHT - 7000 LB 




18 17 



1. RIGHT OUTBOARD FUEL TANK 

2. RIGHT OIL TANK 

3. CENTER FUEL TANK 

4. AUTOMATIC DIRECTION FINDING RECEIVER 
(ADF-2) ANTENNA 

5. AUTOMATIC DIRECTION FINDING RECEIVER 
(ADF-1) ANTENNA 

6. COMMUNICATION-NAyiGATION RADIO 
(LTRA-6) ANTENNA 

7. RIGHT HORIZONTAL STABILIZER DE-ICER BOOT 

8. VERTICAL STABILIZER DE-ICER BOOT 

9. ROTATING BEACON 

10. STATIC DISCHARGE WICK 

11. AFT POSITION LIGHT 

12. LEFT HORIZONTAL STABILIZER DE-ICER BOOT 

13. BATTERY 



14. EXTERNAL POWER RECEPTACLE 

15. HYDRAULIC RESERVOIR 

16. LEFT OIL TANK 

17. LEFT POSITION LIGHT 

18. LEFT WING DE-ICER BOOT 

19. LEFT O.UTBOARD FUEL TANK 

20. 8AGGAGE COMPARTMENT DOOR 

21. CABIN DOOR 

22. VHF COMMAND RADIO {LVTR-36) ANTENNA 

23. STATIC VENT 

24. PILOTHEAD 

25. OMNIRANGE RECEIVER ANTENNA 

26. LEFT LANDING LIGHT 

27. HEATER AND VENT INTAKE DUCT 

28. GLIDE SLOPE RECEIVER ANTENNA 

29. RIGHT WING DE-ICER BOOT 



F igure s-ltO. M odels U-9B, U-9C, and RU-9D aircraft. 
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EMERGENCY PROCEDURES 



GROUND AND AIR 
ESCAPE ROUTES AND EXITS 




EMERGENCY ENTRANCE 



WINDSHIELDS OR WINDOWS MAY BE BROKEN IF ENTRANCE TO THE CABIN 
IS NOT POSSIBLE THROUGH THE DOORS. 



Figure S-40. ModehU-9B,XJ-9C, and RV-9D aircraft — Continued. 
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GENERAL DESCRIPTION 

TYPE -SINGLE ENGINE, LIAISON AND LIGHT CARGO, STOL 

CREW - 2 

PASSENGERS -3 

{MODEL U-10A DOES NOT HAVE THE RIGHT AND LEFT OUTBOARD AUXILIARY FUEL TANKS) 



DIMENSIONS (MAX) AND WEIGHT (GROSS) 

LENGTH - 30 FT, 8.4 IN 
WIDTH -39 FT 
HEIGHT - 8 FT, 9.6 IN 
WEIGHT -3000 LB 




1. OIL DRAIN 

2. OIL FILLER CAP 

3. FUEL DRAIN TUBES 

4. STRAINER DRAIN <AUX TANKS) 

5. STRAINER DRAIN (MAIN TANKS) 

6. TRIM TA8 AND FLAP CONTROL PANEL 

7. RIGHT AUXILIARY FUEL FILLER CAP 

8. MAIN TANK FUEL FILLER CAPS 

9. PASSENGER COMPARTMENT DOOR 

10. FUEL VENT 

11. STATIC PORTS 

12. 8ATTERY 



13. ANTI-COLLISION LIGHT 

14. RETRACTABLE LIFT HANDLE 

15. PITOTTUBE 

16. LEFT AUXILIARY FUEL FILLER CAP 

17. LITTER DOOR PARA-DROP DOOR 

18. PILOT COMPARTMENT DOOR 

19. RELIEF TUBE DRAIN 

20. TIRE FILLER VALVE 

21. EXTERNAL POWER RECEPTACLE 

22. INSTRUMENT PANEL 

23. INDUCTION AIR FILTERS 



Figure S-il. Model U-IOD aircraft. 
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SMBRGENCY PROCSDURBS 



AUXILIARY GASOLINE 




DOOR 



WINDOW 



€M€JtGBNCY SNTRANCB 



THEWIMQSHIELD OR WINDOWS MAY BE BROKEN IF ENTRANCE TO THE CABIN 
CANNOT BE GAINED THROUGH ANY OF THE ACCESS DOORS. 



Figure 5-il. Model U-IOD aircraft — Continued. 
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r.F.NP.RAL DESCRIPTION 

TYPE TWIN ENGINE, LIAISON AND CARGO 

CREW - 2 

PASSENGERS -6(TROOPS-10, or 3 LITTER CASES AND3 AMBULATORY 
PATIENTS) 



DIMENSIONS (MAX) AND WEIGHT (GROSS) 



LENGTH 
WING SPAN 
HEIGHT 
WEIGHT 



35 FT, 6 IN 
45 FT, 10 1/2 IN 
14 FT, 2 9/16 IN 
9650LB 




OXYGEN 



FUEL TANKS 



EMERGENCY EXITS AND 




DITCHING AND GROUND 
EXIT ONLY 



BAIL-OUT, DITCHING 
:-l AND GROUND EXIT 



EMERGENCY ENTHANCE 




WINDOWS'AND WINDSHIELDS MAY BE BROKEN IF ENTRANCE TO THE CABIN 
THROUGH THt DOORS IS NOT POSSIBLE. 

Figure 5-U2. Model V-21 aircraft. 
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GENERAL DESCRIPTION 

TYPE - TWIN ENGINE, LIAISON, PASSENGER, AND CARGO 

CREW - 2 

PASSENGERS -5 (3 OR 5 SEATS) 



DI MENSIONS (MAX) AND WEIGHT (GROSS)> 

LENGTH - 34 FT, 2 3/4 IN 

SPAN - 47 FT, 6 3/4 IN 

HEIGHT - 9 FT, 7 3/4 IN 

WEIGHT - 6730 L6 




1. LANDING GEAR CLUTCH 

2. ENGINE FIRE EXTINGUISHER CONTROLS 

3. ENGINE FIRE EXTINGUISHER COj BOTTLE 

4. LANDING GEAR AND WING FLAP HAND CRANK 

5. SHOULDER-HARNESS LOCKS 

6. FIRST AID KITS 

7. EMERGENCY ESCAPE PANEL RELEASE 

8. PARACHUTES 

9. C02 HAND FIRE EXTINGUISHER 



10. EMERGENCY DOOR RELEASE LEVER 

11. 8ATTERY 

12. NOSE FUEL TANK (47 GAL) 

13. BRAKE FLUID 

14. AUTO-PILOT RESERVOIR 

15. OIL (8 GAL) 

16. MAIN FUEL TANK (78 GAL) 

17. AUXILIARY FUEL TANK (25 GAL) 



EM€1(G€NCy ENTRANCE 



WINDOWS AND WINDSHIELDS MAY 8E BROKEN IF ENTRANCE TO THE 
CABIN THROUGH THE DOORS IS NOT POSSIBLE. 



Figure 5-iS. Model C-i5 aircraft. 
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GENERAL DESCRIPTION 

TYPE -.-TWIN ENGINE, PASSENGER, CARGO, AND AMBULANCE 

CREW - 6 

PASSENGERS - 27 (FOLDING BENCHES1 AMBULANCE -IS TO 24 LITTERS 



DIMENSIONS (MAX)AND WEIGHT (GROSS) 

LENGTH -64FT,B1/2IN 
SPAN - 9 5 F T 

HEIGHT -16 FT 
WEIGHT - 26,OOOLB 




1. PI LOTS COMPARTMENT 

2. HYDRAULIC PRESSURE ACCUMULATOR 

3. PORTABLE OXYGEN CYLINDER 

4. RADIO OPERATOR'S COMP. 

5. FOLDING TROOP SEATS 

6. LITTER HANGER 

7. SPACE HEATER 

8. MISC. STOWAGE 

9. ENG. COVER STOWAGE 

10. SURFACE CONTROL LOCKS STOWED 

11. TOILET 

12. A. P. P. 

13. PARAPACK CONTROL JUNCTION BOX 



14. LOW PRES. SYS. OXY. FILLER VALVE 

15. LOW PRES. SYS. OXY. TANKS 

16. ALTERNATE STATICSOURCE 

17. NAVIGATOPl'S COMPARTMENT 
16. EXTERNAL POWER RECEPTACLE 

19. MAIN ELECTRICAL JUNCTION BOX 

20. BATTERIES 

21. PITOT STATIC TUBE 

22. POWER SYSTEMS JUNCTION BOX 

23. FUEL TANKS <LONGRANGE~285GAtLONSEACH) 

24. C. B. CONTAINERS 

25. MAIN FUEL TANK-m2 GALLONS EACH 

26. AUXILIARY FUEL TANK-299 GALLONS EACH 



Figures-U- Model C-i7(AF) aircraft. 



5-69 



TM 5-315 



ROUTES OF ESCAPE AND EMERGENCY EXITS 




BAGGAGE DOO R 



(CUTTHROUGHAREASMARKEDINYELLOWONAIRCRAFT) 




Figure 5-U- Model C~i7(AF) aircraft — Continued. 
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GENERAL DESCRIPTION 

TYPE - TWIN ENGINE, CARGO 
CREW - 2 

DIMENSIONS (MAX) AND WEIGHT (GROSS) 



LENGTH 


- 68 FT, 9 3/5 IN 


WING SPAN 


- 96FT 


HEIGHT 


- 31 FT, 93/S IN 


WEIGHT 


- 26,000 LB (CV-2B-28500 LB) 



ANTI-ICING RESERVOIR 



OXYGEN CYLINDER 




WINDOWS AND WINDSHIELDS MAY 6E BROKEN IF 
ENTRANCE THROUGH DOORS IS NOT POSSIBLE. 



BATTERY 
FUEL TANK 

HYDRAULIC RESERVOIR 
OIL TANK 

oxygen cylinder 
[;^j!^,] anti-icing reservoir 



FigureS-iS. Models C-?'A (AF) and CV-2B aircraft 
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GENERAL DESCRIPTION 

TYPE - 4 ENGINE, PASSENGER AND CARGO 

CREW - 4 

PASSENGERS -78 



DIMENSIONS (MAX)AND WEIGHT (GROSS) 

LENGTH -95 FT 
WIDTH - 132 FT, 7 IN 

HEIGHT - 9 FT 
WEIGHT -134,000 LB (B) 
175,000 L8(H) 




OXYGEN CYLINDERS 



BATTERY 



EM€JiG€MCY iNTRAMCE 



THERE ARE FOUR ESCAPE HATCH RELEASES, INTERIOR AND EXTERIOR, ON TOP OF THE 
AIRCRAFT. ONE IS FORWARD OF THE VERTICAL STABILIZER; ONE AT THE TRAILING 
EDGE OF WING, AND THE OTHER TWO ARE FORWARD OF THE WING. THERE IS A 
PARATROOP DOOR HANDLE ON 80TH SIDES OF THE AIRCRAFT NEAR THE TRAILING 
EDGE OF THE WING. THERE ARE CHOPPING AREAS DESIGNED ON BOTH SIDES OF THE 
AIRCRAFT, THERE IS A CREW DOOR ON THE LEFT SIDE AT THE COCKPIT AREA. 



Figure 5-i6. Model C-130 aircraft. 
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GENERAL DESCRlPTrON 



TYPE - TWIN ENGINE, PASSENGER AND CARGO 

CREW - 4 

PASSENGERS -60 



DIMENSIONS (MAX) AND WEIGHT (GROSS) 



LENGTH 
WIDTH 
HEIGHT 
WEIGHT 



-76 FT, 4 IN 
-110 FT 
-34 FT. 6 IN 
-60,000 LB 



FORWARD 
ESCAPE HATCH 




LEFT REAR TROOP DOOR 



OXYGEN 



CREW DOOR 



EMERGENCY ENTRANCE 



EMERGENCY ENTRANCE MAY BE MADE THROUGH THE FORWARD ENTRANCE DOOR AND 
THROUGH THE TWO REAR TROOP DOORS. ALL THREE DOORS HAVE EXTERNAL 
CONTROL HANDLES AND ACCESS PANELS FOR REACHING EMERGENCY RELEASE 
HANDLES. EMERGENCY CUT-IN AREAS ARE MARKED AROUND ALL CARGO 
COMPARTMENT WINDOWS AND AROUND THE THREE DITCHING HATCHES IN THE CARGO 
COMPARTMENT CEILING. THE DITCHING HATCHES ALSO HAVE EXTERNAL RELEASE 
HANDLES FOR EMERGENCY ENTRANCE. 



Figure 5-i7. Model C-12S aircraft. 
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GENERAL DESCRIPTION 

T¥f>E -TWIN ENGINE, PASSENGER 

CREW - 3 

PASSENGERS -12T0 44 



DIMENSIONS (MAX)AND WEIGHT (GROSS) 



LENGTH 


- 79 FT, 2 IN 


WIDTH 


- 108 FT, 4 IN 


HEIGHT 


- 28 FT, 1 64/100 IN 


WEIGHT 


- 3500 LB 



BATTERIES ARE LOCATED 
ON UNDERSIDE OF LEFT 
INBOARD WING 




DOOR AND STAIRS 



OXYGEN CYLINDER 



EMERGENCY ESCAPE HATCHES ASTRODOME C-131B0NLY 



€M€RGENCY (NTJfANCB 



£M£RGENCY ENTRANCE MAY BE MADE THROUGH THE MAIN ENTRANCE DOOR AND 
EMERGENCY ESCAPE HATCHES. THE MAIN ENTRANCE DOOR IS ON THE RIGHT SIDE, AFT 
C^ THE CREW COMPARTMENT. THE LITTER-LOADING DOOR IS HINGED AT THE TOP AND 
MAY BE OPENED BY ROTATING TWO LATCH HANDLES AND LIFTING THE DOOR. THIS 
ENTRANCE IS OH THE LEFT SIDE OF THE AIRCRAFT, AFT OF THE WING. EMERGENCY 
CUT-IN AREAS ARE MARKED ON THE AIRCRAFT FOR USE IF THE ABOVE METHODS OF 
ENTRY FAIL. 



Figure S-i8. Model C-lSl aircraft. 
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EMERGENCY BNTRANCE 



EMERGENCY ENTRANCE MAY BE GAINED FROM EITHER SIDE OF AIRCRAFT.LIFT EXIT 
RELEASE LOCK RING (DETAIL A) AND TURN TO UNLOCK POSITION. OPEN PILOT'S 
COMPARTMENT HATCH WITH LEVER BY PUSHING AT FORWARD END AND PICKING UP. IF 
EITHER HATCH FAILS TO OPEN, ENTRANCE MAY BE GAINED BY CUTTING THROUGH 
EITHER HATCH GLASS. IF ENGINES ARE STILL OPERATING, FLOOD AIR INTAKE WITH 
FOAM OR WATER. TO JETTISON EMERGENCY CANOPY, ROTATE EMERGENCY CANOPY 
JETTISON HANDLE (DETAIL B) CLOCKWISE 90 DEGREES AND PULL. 

CAUTION 

MAKE SURE ALL PERSONNEL ARE CLEAR OF CANOPY AREA. CANOPY 
TRAJECTORY IS TOWARD AFT SECTION OF AIRCRAFT. 

TIME PERMITTING, POSITION ENGINE MASTER SWITCHES, BATTERY SWITCH, AND 
OXYGEN REGULATOR SHUT-OFF LEVER TO OFF POSITION. ALSO PULL FIRE EMERGENCY 
CONTROL HANDLES. 



€MSKG€NCY PROCEDURES 




PILOTS COMPARTMENT 
HATCH (TWO PLACES) 




EXIT RELEASE 
DETAIL A 

EXIT RELEASE LOCK RING 
AND LEVER 




DETAIL B 



EMERGENCY CANOPY JETTISON HANDLE 



Figure S-i9. Models (with ejection seat)OV-lA,OV-lB,OV-lC, and 
OV-lD aircraft-Continued. 
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SECURING THE EJ ECTION SEAT 

1. Lift red tab of face blind (Detail C, fig. 5-49— cont'd (2)). 

2. Lift lower firing handle safety guard (fig. 5-49 — cont'd (2)). 

3. Insert safety pins (2 of 5). First, the drogue gun pin (fig. 5-49 — 
cont'd (2) ), then the main ejection gun sear safety pin (Detail C). 
E mergency pi ns are i n the map compartment of the ai rcraft, but must 
be carried in every crash vehicle for emergency use. A metal pin the 
diameter of a ten-penny nail can also be used. 

REMOVAL OF PILOT AND/OR OBSERVER 

1. U nl ock the harness qui ck-disconnect fitti ng by squeezi ng the rel ease 
bar tabs and at the same time move the release bar upward. Then 
releasethesafety belt and remove the survival kit vertical restraint 
straps. Release the leg garters from the leg restraint cords at the 
quick-disconnects by squeezing theserrated lock rel ease tabs to free 
the lock ring. Remove the pilot or observer through the pilot's 
compartment hatch or the emergency canopy openi ng. 

2. if the harness quick-disconnect fittings and the lap belt cannot be 
unlocked, or if survival kitvertical restraint straps cannot be removed, 
the pilot and observer can be removed with parachute and survival 
kit attached by activating the manual override release lever. Raise 
up on the ring rearward until the handle locks. Next, unlock the 
harness qui ck-di sconnect fitti ngs by squeezi ng the rel ease bar tabs and 
moving the release bar upward. Then unlock the lap belt and remove 
the survival kitvertical restrai nt straps. Remove the I eg garters by 
squeezing the serrated lock rel ease tabs which frees the I ock ring. 

3. Tilt pilot or observer forward from the waist and turn his shoulders 
toward the entrance hatch. Grasp the pilot or observer under his 
armpits, lift and pul I hi m through theentrance hatch or escape hatch. 

4. If there appears to be little chance of fire, it is advisable to leave the 
injured in their seats until qualified medical personnel arrive. 
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MAIN EJECTION GUN 
FACEBLINDAND SEAR SAFETY P'N 

EJECTK)N GUN SEAR 




DETAIL C 
FACE BUND 
SAFETY UOCK 



HARNESS QUICK-DISCONNECT 
.FITTING 



MANUAL OVERRIDE LOWER FIRING HANDLE 
RELEASE LE\)5R SAFETY GUARD 

(BETWEEN LEGS) 




DETAIL D ^C 
RIGHT-HAND SIDE OF SEfrf ' 



LEG GARTER 

QUICK-DISCONNECT 

FITTING 




^^^ESTRAINT CORD 



KtLtASk LtVtR 



DROGUE GUN PIN 



«- PIP PIN 



Figure 5-1,9. Models (witti Section seat) OV-1 A, OV-lB, OV-lC, and 
OV-l D aircraf h-Continued. 
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C HAPTER 6 
NUCLEAR WEAPONS FIREFIGHTING PROCEDURES 



Section i.GENERAL 



6-1. Purpose and Obiective 

This chapter provides guidance to all individuals 
concerned with fires involving nuclear weapons 
and associated high explosives. 



6-2. Policy 

It is Department of the Army policy that fires in 
an area containing nuclear weapons will be fought 
until an explosion is imminent. 



Section II. RESPONSIBILITIES 



6— 3. Introd uc tion 

The prevention of accidents, including fires, is a 
responsibility of command. Commanders at every 
echelon are responsible for prevention of acci- 
dents involving personnel, operations, and activi- 
ties under their jurisdiction. General areas of re- 
sponsibilities, and policies and procedures to be 
followed for prompt, effective, and coordinated re- 
sponse to accidents and/or incidents involving nu- 
clear weapons, are set forth in AR 50-2. 

6-4. Commanders 

Commanders responsible for the storage, han- 
dling, or transportation of nuclear weapons or nu- 
clear materials will insure that 

a. Personnel involved in the transportation, 
storage, or handling of nuclear weapons are fa- 
miliar with the provisions of applicable nuclear 
accident information plans prepared in compli- 
ance with Department of the Army, USCONARC, 
and major oversea basic policies, with particular 
reference to guidance governing the release of in- 
formaton to the public regarding the presence of 
nuclear weapons or material at an accident scene. 

6. Personnel working inthe vicinity of nuclear 
weapons are informed of and trained in proper 
fire-protection procedures. 

c. Standing operating procedures are published 
and enforced, as required, concerning such mat- 
ters as control and mvoement of nuclear weapons, 
positioning of firefighting equipment, exposure 



control and evacuation of personnel in case of fire, 
reporting procedures required, and the like. 

d. Civilian fire departments (municipal) which 
may be called upon to assist in extinguishing fires 
involving nuclear weapons are informed of the 
hazards involved and the procedures to be used, 

6—5. Couriers 

Nuclear weapons are classified items of material 
and as such must be safeguarded at all times. 

a. Couriers are military personnel physically 
accompanying shipments of nuclear weapons ma- 
terial for security purposes. In effect, the courier 
"owns" the material; i.e., he is the direct cus- 
todian of it. While he is physically able, it is the 
courier's responsibility to protect the material 
from loss or security compromise. 

b. At the time of departure each courier is fur- 
nished information as to organizations which are 
to be contacted in event of an accident or incident. 
Couriers are capable of rendering technical advice 
pending the arrival of specially trained personnel. 

6-6. Decontamination and Disposal iTeams 

a. Specially trained teams of personnel fl'espon- 
sible for and equipped to detect radiation, to neu- 
tralize a weapon if necessary, and to decontami- 
nate the area of explosives or nuclear materials, 
are maintained by the military services and by the 
Atomic Energy Commission. 

b. Immediately upon notice to the military and 
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Atomic Energy Commission of an accident involv- 
ing nuclear weapons, one or more of these teams, 
known as "Nuclear Emergency Teams," "Explo- 
sive Ordnance Disposal (EOD) Detachments," 
"Radiological 'Contamination (RADCON) 

Teams," "Alpha Teams" and "Radiological 
Emergency Medical Teams (REMT)", will be dis- 
patched to the accident area. 

6-7. The Nuclear Weapon- 
General Safety Factors 

The extreme care devoted to the design of nuclear 
weapons and the equipment and procedures for 
handling them has been repaid with a record of no 
inadvertent or unintentional nuclear detonations. 
Because of the volume of weapons handled daily, 
accidents cannot be ruled out entirely. Because of 
the safety factors designed into the weapons, acci- 
dental detonation of the nuclear material is vir- 
tually impossible. 

6-8. Explosion 

In a typical nuclear weapon, high explosives sur- 
round the mass of nuclear material. The simulta- 
neous explosion of the high explosives, timed in 
millionths of seconds, exerts even pressure inward 
on the subcritical mass of nuclear material and 
compresses it until it becomes supercritical, fis- 
sions, and sustains a chain reaction. 

a. To become critical, the mass of nuclear mate- 
rial requires even compression by the surrounding 
high explosive. There can be no chain reaction 
until enough pressure is applied uniformly to sus- 
tain chain reaction. 

b. To insure that the high explosive sends its 
pressure uniformly to all areas of the nuclear 
mass, a typical weapon has detonators arranged 
at many points, to be set off simultaneously by an 
electric charge. If the high explosive becomes 
accidentally ignited by fire at one point, it will 
burn or perhaps explode, but it will neither burn 
nor explode with sufficiently uniform pressure to 
make the mass critical. If the weapon should be 
inadvertently dropped, struck, or should acciden- 
tally fall from an aircraft, the blow may cause the 
ignition or explosion of the high explosive. Again, 
while any explosion would be at the one point 
which receives the blow or shock, this will not 
cause the nuclear material to become critical and 
sustain chain reaction. 

6-9. Hazards 

a. General. Even though nuclear weapons are so 



designed as to prevent a nuclear yield in the event 
of accidental detonation, there is still a potential 
hazard commensurate with conventional weapons 
and materials. 'The two components of a nuclear 
weapon which constitute the most probabl'e haz- 
ard in case of an accident are — ^(1) the high ex- 
plosive ; and (2) the nuclear material. Other com- 
ponents may produce hazards, but they are of 
such nature that precautions taken against high 
explosive and nuclear materials are more than 
enough for their control. It should .be kept in mind 
that accidents involving nuclear weapons or com- 
ponents usually will involve other materials in 
more widespread use, such as gasoline or other 
volatile and explosive fuels. 

b. High Explosives. Most nuclear weapons con- 
tain high explosive. This high explosive com- 
preises the major hazard associated with acci- 
dents involving nuclear weapons. 

(1) Identification. Burning high explosives 
have certain characteristics which will enable the 
firefighters to recognize them. The high tempera- 
ture at which they oxidize causes hot flame, or 
"torching," which is easily distinguishable from 
the flame of, for instance, burning petroleum 
fuels, or other materials. The smoke of burning 
explosive from nuclear weapons is noticeably light 
in color as it mingles with that from most other 
burning fuels. 

(2) Characteristic hazards. As they burn, 
high explosives melt, flow, drip, spread, and mix 
with surrounding ground or wreckage. After the 
fire is extinguished these explosives are safe only 
if they are completely burned. High explosives 
which have not completely burned remain an &(- 
treme explosive hazard. After these explosives 
have cooled below ignition temperature they will, 
like metal, take on curious shapes. They may have 
picked up impurities, while molten or burning, 
which will make them actually more dangerous 
than they were before melting. 

c. Detonation. In any accident involving a high 
explosive there is the possibility of a detonation 
occurring. The detonation may range from a very 
small one to one of considerable magnitude; or it 
may be a series of small explosions. The breakup 
of the weapon from impact or a small explosion 
will probably result in the local scattering of 
small pieces of high explosive. Rough handling, as 
well as accidents, may produce powdered explo- 
sives. Most high explosives are more sensitive in 
these conditions and are more apt to detonate 
when subjected to heat or impact or friction. 
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6-10. Nuclear Yield 

The possibility of the accidental nuclear detona- 
tion of a nuclear weapon is so remote as to be 
negligible. 

6-11. Nuclear Materials 

a . General. As the result of impact or detona- 
tion of the high explosive, nuclear materials 
become dispersed as finely divided particles or, if 
a fire occurs, become dispersed as oxides. These 
particles, or oxides, are alpha emitters. Unlike the 
beta and gamma radiation in the fallout of a nu- 
clear explosion, alpha radiation has a very short 
range and lacks the ability to pierce the skin. 

b. Body Effects. Because of the inability of the 
alpha radiation to penetrate the skin, nuclear ma- 
terials are not a hazard if they remain outside the 
body,, 

(1) To avoid possible radiation effects and 
also the possibility of heavy-metals <poisoning 
(similar to lead poisoning), effort should be made 
to prevent nuclear material from entering the 
body., 

(2) When finely divided particles of nuclear 
materials, or their oxides, are suspended in the 
air, it is possible to swallow them or inhale them. 
Cuts in the skin provide another and more dan- 
gerous source of entry into the bloodstream. 

c. Intake. Field experiments indicate that the 
principal source of intake of nuclear materials 
into the body is 'inhalation during the passage of 
the cloud resulting from the detonation or the 
burning of the nuclear material. Once the fine 
particles have been deposited on the ground, the 
hazard is markedly reduced. However, care should 
be taken that dust, which may have been contami- 
nated, is not stirred up. 

(1) It is always desirable to reduce to a mini- 
mum the intake of nuclear materials but, when 
necessary, one may enter or remain in a highly 
contaminated open area for short periods (up to 
several hours) after passage of the smoke cloud. 

(2) Respirators, or preferably self-contained 
breathing <apparatus, and protective clothing 
should be worn. 

(3) Persons with cuts should remain outside 
the contaminated area(s). 

(4) Under extreme emergency conditions, 
and in the absence of respirators or self-contained 
breathing apparatus, a wet handkerchief over the 
nose and mouth may be utilized to reduce the in- 
take of nuclear material into the body. 



6-12. Fire 

If a nuclear weapon is enveloped in flame the high 
explosive may ignite, burn, and in many cases 
detonate. Whenever heated or burning highexplo- 
sives are confined, as in an intactweapon, detona- 
tion may occur at any time. High explosives 
which have not completely burned may actually be 
more sensitive and dangerous than before being 
subjected to fire (para 6-9). 

6-13. Fire Symbols: Explosive Symbols 

a. General. To provide guidance to firefighting 
forces it is an accepted practice to divide explo- 
sives into four groups in accordance with the gen- 
eral burning and explosive characteristics of the 
materials and the relative danger in fighting fires 
in which they are present. The four groups are 
identified by symbol numbers I through 4. The 
hazard to firefighters increases progressively with 
the numbers. Nuclear weapons containing high ex- 
plosives are included in the symbol 4 group (6 
below). However, it must be understood that the 
fire symbols were developed for conventional am- 
munition long before nuclear weapons came into 
being. Where nuclear weapons are concerned, 
categorizing the weapons on the same basis with 
conventional ammunition without due considera- 
tion of all the aspects of design, packaging sensi- 
tivity, and without regard for weapon vulnerabil- 
ity, would result in an unacceptable abandonment 
of the weapon to a fate where, in most instances, 
timely and intelligent application of firefighting 
techniques would and could prevent disaster. With 
conventional ammunition, a fire may involve 
various types of ammunition and explosives, each 
type varying in sensitivity and vulnerability to 
heat and flame. Packaging in most cases is highly 
flammable, thereby increasing the danger and 
rendering the firefighting effort more difficult. 

b. Symbol i. This includes materials which may 
detonate when involved in a fire. The safety of 
personnel in fighting a symbol 4 fire depends on 
the accuracy of the informatoin made available to 
the firefighting forces. In case of rail or vehicle 
fires outside of the military installation, the trans- 
port vehicle will be labeled with"explosive" plac- 
ards. All such vehicles with "explosive" placards 
will be regarded as symbol 4. For nuclear weap- 
ons involved in a fire, the minimum area to be 
cleared is 2000 feet (610 meters) (para 6-166) in 
all directions of the fire. 
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Section III. GENERAL FIREFIGHTING GUIDELINES 



6-14. Planning Prior to a Fire 

The potential hazards surrounding a fire involv- 
ing a nuclear weapon, and the protective mea- 
sures which can be taken, vary widely. The time, 
during which a fire can be fought before detona- 
tion of the high explosive component becomes a 
possibility, will be critical in some cases. There- 
fore, it is important that situations in which a 
weapon may become involved in a fire be antici- 
pated to the maximum extent feasible. Written 
plasn of action or standing operating procedures 
should be prepared and should be familiar to all 
personnel who may become involved. 

6-1 5. Emergency Procedures 

The first observer of the fire should — 

a. Assist. Give immediate assistance to person- 
nel where possible. However, except for the sav- 
ing of lives, keep away from the fire. There is 
always the danger of a detonation of the high 
explosive component. Remain upwind and uphill 
from the fire. In saving lives, use any available 
method to prevent smoke from entering your eyes, 
nose, and throat. 

b. Report. Report the fire immediately to the 
nearest fire department, whether military or mu- 
nicipal. Upon arrival at the scene, the police or 
fire department (military or municipal) should be 
asked to notify the nearest military installation or 
Atomic Energy Commission office (para 6-6). 

6-16. General Procedures 

The techniques for fighting fires in which nuclear 
weapons are involved are basically the same as 
those used in fighting fires involving high explo- 
sives. The critical factor is the brief time availa- 
ble to extinguish or control the fire before the 
nuclear weapon is enveloped in flame. Therefore, 
teamwork and the quick application of current 
firefighting and operational procedures are vital 
to the successful fighting of such fires. 

a. Determination. The primary consideration in 
determining whether to fight the fire is "How 
soon will an explosion occur ?" 

b. Clearing the Area. One of the first actions in 
any fire involving nuclear weapons is to clear the 
area of all personnel not actually needed or en- 
gaged in the firefighting operation. Where nuclear 
weapons are involved, the minimum clearance dis- 



tance is 2000 feet (610 meters). Even at this dis- 
tance injury from flying objects is possible. 

C. Time Factor. If the fire or impact does not 
immediately detonate the high explosive, the pe- 
riod of time available to fight the fire before such 
detonation might occur varies from a few minutes 
to an indefinite period, depending on the physical 
characteristics of the weapon casing and the in- 
tensity and proximity of the fire. 

(1) When the weapon is enveloped in flame, 
or is subjected to high heat from conduction, 
convection, or radiant heat energy, the time 
factor is critical. 

(2) When burning high exiplosives are con- 
fined, as in an intact weapon, detonation of the 
high explosives may occur at any time. 

(3) When an intact weapon has become so 
heated that it cannot be touched with the bare 
hand it is vulnerable to detonation of the high 
explosive component. 

(4) When an explosion is imminent all per- 
sonnel will be cleared to at least 2000 feet (610 
meters) from the fire. Personnel will not attempt 
to fight the fire. 

(5) If the weapon is in an area adjacent 
to a fire but is not enveloped in flames, personnel 
should attempt to cool the weapon while extin- 
guishing the fire. 

d. Safety Measures. The standard firemen's 
bunking clothing, boots, and helmet provide ade- 
quate shielding against the alpha radiation which 
may be present. Self-contained breathing appara- 
tus 'and tight-fitting goggles should be worn if at 
all possible. The fact that some or all of these 
items are not available should not hold up opera- 
tions necessary for rescue of personnel. 

e. Attacking The Fire. If the decision is made to 
attack the fire, the senior fire department officer 
must make decisions rapidly. (If the available 
supply of water and other extinguishing agents is 
adequate, it may be possible to cool the weapon 
with a water fog and extinguish the main fire at 
the same time. If the water supply is such that 
both cooling and extinguishing operations cannot 
be accomplished, and it appears that this fire can 
be extinguished or controlled to a point at which 
heat absorbed by the weapon will not exceed safe 
limitations, it may be advantageous to use all 
available water on the fire itself.) 

(1) Approach the fire from upwind and at a 
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maximum angle to any armament that might be 
involved. (For instance, since the heat of flames 
might fire them, do not approach directly into the 
line of guns, rockets, or missiles in the nose, tail 
or wings of a wrecked aircraft.) The approach 
should afford maximum effective application of 
extinguishing agents on the critical area and per- 
mit rapid withdrawal of men and equipment. 

(2) The most important thing is to cool the 
high explosive and to secure control of fuel or 
other exposing fires quickly. If a weapon is lo- 
cated, cool its entire surface with the available 
extinguishing agent. 

(3) Water is the most effective agent for 
cooling a weapon, or for extinguishing a fire in- 
volving high explosives. Application as a fog or 
spray is desirable. High pressure application can 
be dangerous; it can scatter exposed explosives, 
such as may be encountered with a damaged 
weapon. 

(4) Foam in a wet mix may effectively be 
used to extinguish fires in explosives. Its disad- 
vantage for this use is that it is not as good a 
cooling agent as water and it conceals the extin- 
guished but still dangerous residue. This conceal- 
ment increases the probability that the sensitive 
explosive will be stepped upon, and increases the 
difficulty of cleanup after the fire. The insulating 
quality of foam may be used effectively to shield a 
cool weapon from flame or heat. Because of its 
insulating quality, and reduced cooling effect, 
foam., especially the protean type^ will not be ap- 
plied to a hot weapon if oth&- ag&its are availa- 
ble. 

(5) High explosive materials have all the ox- 



ygen necessary for combustion included in their 
chemical composition. Therefore, dry powder, 
carlbon dioxide (CO^), or other agents which ex- 
tinguish fires by smothering or displacement of 
oxygen, are not effective in extinguishing fires in 
explosives. These extinguishing agents can, how- 
ever, be used to gain control of fuel fires which, if 
permitted to continue burning, would involve the 
weapon. 

(6) After initiation of fireifi'ghting, if evacua- 
tion of firefighting personnel is required, they will 
be withdrawn immediately upon order of the sen- 
ior fire department officer. If possible, equipment 
will also be withdrawn. The minimum evacuation 
distance will be 1200 feet (366 meters) for fire- 
fighters and related support personnel. 

f. Action After Fire Extinguishment. 

(1) Immediately upon extinguishment of the 
fire all personnel will be withdrawn a minimum 
distance of 2000 feet (610 meters). The area in 
which the weapon is located will be kept clear of 
all personnel, other than the specially trained dis- 
posal and decontamination teams, until it is desig- 
nated safe by the agency having such responsibil- 
ity. 

(2) When the fire is extinguished, personnel 
and all equipment that may have become contami- 
nated from the smoke of a burning atomic 
weapon, will be congregated and isolated in an 
area at least 2000 feet (610 meters) from the 
weapon. This isolation is necessary to prevent 
possible contamination of others and will be main- 
tained until release is authorized by specially 
trained and equipped monitoring and decontami- 
nation personnel. 



SectionlV.FIRESINVOLVINGNUCLEARWEAPONS 



6-17.StoiBge Fires 

a. C&l&al. Weapon storage facilities will vary 
with geographical areas. Normally, storage of 
weapons will be in one of the following: 

(1) Underground magazine. 

(2) Earth-covered igloo magazine. 

(3) Outdoor storage. 

(4) Rudimentary storage. 

b. Fire Pot&ltials. Weapon storage locations are 
restricted in the use of flammable materials and 
flame-producing devices. Because of these restric- 
tions and the high order of supervision and care 
required, fires seldom occur in weapon storage fa- 



cilities. However, certain fire potentials may be 
present and should be considered, eliminated, or 
controlled. These potentials include building elec- 
trical systems ; fork lift trucks (electrical system, 
hydraulic system, or brake drums (overheated) ); 
storage hydraulic system (elevators) ; grass or 
woodland. 

c. Procedures. When a fire occurs in a weapon 
storage location- 

(1) Send someone to notify the fire depart- 
ment and other personnel as soon as possible. 

(2) Apply portable firefighting equipment 
immediately, while the fire is in the incipient 
state, to extinguish the fire or control its spread. 
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(3) Remove power from electric circuits ; if 
and when indicated, remove fork lift trucks, and 
the like, to a safe area. 

(4) Remove all weapons from the storage lo- 
cation to a safe distance from the fire when possi- 
ble. 

(5) Techniques and procedures used by the 
fire department upon its arrival will be in conso- 
nance with paragraphs 6-15 and 6-^16. 

6-18. Rail Fiires 

Rail shipment fires may occur at any point in the 
routing of the shipment: along the railroad, at 
railheads, at interchanges, or on a spur of the 
shipping or receiving installation. Procedures for 
dealing with rail fires require a rapid analysis of 
the situation. The following procedure will be 
taken : 

a. Send someone to secure aid from motorized 
fire departments, if possible. 

b. Immediately apply protable firefighting 
equipment. 

c. Isolate the affected car from other cars. 

d. Immediately inspect the interior of the car 
to see if the fire has penetrated inside and possi- 
bly ignited areas within the car. 

e. If the fire or sparks have (penetrated the floor 
or side of the car and the weapon is not enveloped 
in flame, fight the fire with any available firefight- 
ing equipment (water Is preferable except for 
flammable liquid fires where foam is indicated). 

/. Where size of the items, and conditions per- 
mit, remove the lading. 

g. When an explosion is imminent, evacuate all 
personnel as provided in paragraph 6-16e (6) and 
6-16/. 

6-19. Transport Vehicle Fires 

a. General. Fires in transiport vehicles may re- 
sult from various causes. The most common 
causes of vehicle fires are electrical short circuits; 
collisions ; overheated brakes ; overheated tires ; 
improper fueling techniques ; broken fuel lines ; 
careless smoking habits; and the like. 

b. Plan of Action. Because of the varied situa- 
tions or locations in which a transport vehicle 
may be involved in a fire, it is essential that the 
courier and transport driver have a mutually un- 
derstood plan of action. 

c. Procedures and Techniques. The following 



will be considered in developing a plan of action 
for transport vehicle fires — 

(1) Every effort must be made to prevent the 
detonation of the high explosive component of the 
weapon. 

(2) Procedures and techniques ((para6-15 
and 6-16) may involve separation of a burning 
tractor from the van containing the weapon, the 
use of portable fire-extinguishing equipment pend- 
ing arrival of the motorized fire department, and 
the unloading of the weapon from the vehicle. 

(3) In some instances, such as a fire involv- 
ing substantial spillage of flammable liquids or 
one involving liquefied petroleum fuels, and under 
other circumstances, it may be evident that there 
is no way of keeping the weapon cool enough to 
avoid detonation of the high explosive component. 
In such cases, the utmost effort must be directed 
toward the evacuation of all personnel from the 
area. On the open highway, immediate action will 
be taken to establish roadblocks at a safe distance. 
Minimum distance is 2000 feet (610 meters) ; 
preferably no less than three-fourths of a mile 
(1.2 kilometers). 

6—20. Tactical Vehicle Fires 

a. General. Tactical vehicles tranpsorting weap- 
ons will vary as to type, capacity, degree of pro- 
tection provided by truck body, and facilities with 
which a weapon may be removed. 

b. Procedures and Techniques. Fires involving 
tactical vehicles will vary in origin. Therefore, 
depending on the degree of seriousness of the fire, 
the location of the fire in relation to the weapon, 
and the potential for involvement of the weapon 
itself, varying techniques will need to be employed 
in combating the fire-or the situation may dic- 
tate evacuation of the area. Under some tactical 
circumstances extreme measures may be needed 
which ignore the .safety of personnel required to 
fight the fire. The local commander will determine 
the action to take under emergency conditions. 

( 1) In general, the principles and procedures 
prescribed in paragraphs 6-16 and 6-^19 apply to 
fighting fires involving nuclear weapons in tacti- 
cal vehicles. 

(2) In some cases, the weapon in a tactical 
vehicle will be attached to a complete missile, with 
rocket in propulsive or nonpropulsive state. When 
fire involves the carrying vehicle or launcher, 
maximum effort will be directed to unloading the 
vehicle and isolating the complete weapon from 
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the fire. If this is not possible, the vehicle or 
launcher will be directed in such a manner that if 
the motor ignites the rocket will impinge on a solid 
earth mass such as a mound, hill, or other terrain 
so .as to produce the least possible damage to life 
and property. 

c. Missile Fires. Guidance for handling fires in 
complete missiles, carried on tactical vehicles or 
elsewhere, is given in paragraph 6-22. 

6—21. Weapon Operation Fires 

Fires near weapons being processed will vary in 
magnitude, source, and type. 

a. General. Electrical fires are most likely to 
occur during electrical testing or electrical moni- 
toring of the weapon. The fire may occur in a 
warhead section, in cables leading to the weapon, 
or in the test equipment. In any situation a sense 
of urgency and responsibility must prevail and 
tendency to panic must be overcome by imparting 
knowledge and skill through training and supervi- 
sion. 

6. Procedures and Techniques. The following 
will apply to all weapons not in shipping contain- 
ers : 

(1) Emergency fire fighting equipment must 
be immediately used while the fire is in the incipi- 
ent state. In every case effort will be made to 
bring motorized fire department equipment into 
play before the fire endangers the weapon. 

(2) Weapon electrical fires must be dealt 
with rapidly and with a sense of urgency by 
knowledgeable and responsible personnel. Electri- 
cal fires in a weapons system present a serious 
condition which, if not imediately brought under 
control, may gravely affect the safety of person- 
nel, the operation, and the facility or emplace- 
ment. 

(3) One of the first steps in combating elec- 
trical fires will be the removal of power from the 
weapon or tester, whichever is applicable. 

(4) If smoke or flames are emanating from 
the wiring within the weapon, use CO2 (carbon 
dioxide) to extinguish any flames which may be 
present. The possibility of flames developing is 
extremely remote ; smoke will be expected from 
overheated components and/or cables usually re- 
sulting from a short circuit. Since the smoke from 
some electrical apparatus may be toxic, necessary 
measures must be taken to prevent breathing 
toxic fumes. 



6-22. Missile Fires (With or Without Warheads) 

When flammable and explosive components for 
guided missiles and heavy rockets are properly 
stored by themselves, fire prevention precautions 
and fire-extinguishing procedures are not compli- 
cated. The proper type of extinguishing agent 
(e.g., water, foam, carbon dioxide, dry chemical) 
for each combustible component is indicated in 
missile training manuals or standard texts. How- 
ever, when a missile is being placed in a "ready" 
condition, each phase of the assembly, fueling, 
and warheading places these flammable and explo- 
sive components close to each other. This com- 
pletely changes the method and duration of the 
fire-extinguishing action, which is further compli- 
cated by the possibility that the recommended ex- 
tinguishing agent for one component may not be 
correct for all other components involved. 

a. Genera/. The following firefighting guidance 
is general. The type, size, and design of the mis- 
siles in use preclude any attempt to establish firm 
policy and standards for fire-extinguishing meth- 
ods and procedures which will be suitable for all 
types of missiles. Each commander of a missile 
unit must have a detailed fire plan, and every 
member of the unit must know what he must do 
in any given circumstance. 

b. Evacuation. When a fire occurs, all personnel 
not essential for extinguishing operations or relo- 
cation of other missiles will evacuate the area at 
once. 

c. Inert Missile. When an inert missile (i.e., un- 
fueled without warhead, boosters, solid propellant 
motors, and other dangerous components) is in- 
volved in a fire, all types of extinguishing agents 
and appliances may be used in the area. (Ex- 
ception. Straight water streams should not be di- 
rected against burning magnesium, if present, be- 
cause a violent reaction and splattering of the 
molten metal will occur. Chemical extinguishers 
or water, while not effective on burning magne- 
sium itself, may be used to extinguish adjacent 
fires and assist in reducing the temperature of 
the magnesium below its ignition point.) 

d. Partially Complete Missile. When a partially 
or completely fueled liquid propellant missile, 
without warhead or boosters, is involved in a fire, 
the largest possible volume of water should be 
directed at the base of the fire ; or foam should be 
used if flammable liquids are the burning fuel. If 
the fire is on the ground, every effort will be made 
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to prevent involvement of the missile by flushing 
the burning fuel away or relocating the missile. 
All personnel will evacuate the area as soon as 
any of the following conditions exist : 

,(1) The surface of the missile starts to melt. 

(2) The brilliant white glow of burning mag- 
nesium can be seen. 

(3) It is readily apparent that complete de- 
struction of the missile cannot be (prevented. 

(4) The condition of the missile cannot be 
determined because of smoke and flames. 

e. Complete Missile. Although a risk is assumed 
in fighting fire involving a fueled and warheaded 
'missile, aggressive action should be taken if it 
appears that the fire may be extinguished or con- 
trolled to the extent that the missile will not be 
enveloped in flames. If the fire is on the ground, 
large volumes of water or foam should be used to 
flush any burning liquid away from the missile. If 
sufficient waterflow is available, a hose stream 
should be directed on the surface of the missile to 



cool it; water should not be used for this purpose 
when the quantity of water available would pre- 
clude both cooling and extinguishing at the same 
time. 

6-23. Aircraft Fires 

The general procedure for fighting fire in an air- 
craft is the same whether nuclear weapons are 
carried or not. Rescue of personnel is primary and 
will proceed simultaneously with fire control mea- 
sures as determined by the situation. 

a. A rapid survey must be made of the aircraft 
to determine if the weapon is intact. If at all 
possible, a visual survey of the weapon within the 
aircraft will be made. 

b. Knowledge of the weapon condition will aid 
in determining the — 

(1) Method of firefighting. 

(2) Time allowed to accomplish rescue opera- 
tions as well as the firefighting. 

(3) Cooling techniques to be employed. 
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CHAPTER 7 



MISCELLANEOUS FIRES 



7-1 . Introduction 

There are many types of fires which, though re- 
lated to structural or aircraft fires, may fall into a 
classification different enough to warrant the use 
of varied specialized agents and tactics. Broadly, 
these fires include ammunition and explosives, 
motor vehicles, and natural-cover fires. To combat 
these successfully, the fireffig'hter will need a 
wealth of knowledge about each of these catego- 
ries. This chapter discusses each type of fire to 
only a limited extent, but the information given 
will provide the firefighter enough background to 
become more efficient as he gains experience. 

7-2. Ammunition Hazards 

Ammunition fires are among the most feared be- 
cause of their potential destructive possibilities by 
detonation. Where ammunition is involved, fire 
prevention is doubly important, since many of the 
fires involving explosives and ammunition are 
preventable. It is the duty of fire-protection per- 
sonnel and personnel handling ammunition to 
study the causes of fire so they will know the 
safety precautions which must be taken to pre- 
vent fires, 

a. Heat A great hazard in an around explosives 
is heat. 

(1) Some explosives ignite at temperatures 
substantially lower than those required to ignite 
wood, paper, or fabrics. The ignition of explosives 
frequently results in violent reactions. Every ef- 
fort must be made to maintain normal tempera- 
tures around ammunition and explosives. 

(2) Fires in ammunition dump areas may be 
due to a number of causes. The following are moat 
common: dry grass, leaves, and underbrush ig- 
nited by sparks from locomotives, carelessly dis- 
carded cigarettes, campfires, or unprotected 
smokestacks. 

b. Deterioration. Deterioration of explosives 
and ammunition normally occurs at such a slow 
rate that most of them remain serviceable 'for 



many years. Under unfavorable conditions, explo- 
sives and ammuniton which are deterioriating 
pick up heat so fast that it cannot be dissipated, 
and the explosives and ammunition may burst 
into flames as a result. An explosion or detonation 
may also result when deteriorating explosive or 
ammunition is confined too closely. A definite 
safety hazard results when repacking, renovation, 
and salvage operations are not properly super- 
vised and conducted in accordance with recog- 
nized standards. 

c. Common Safdy Violations. Among the more 
common sources of fire hazards are excessive 
quantities of powder and loose explosives, accu- 
mulation of wastepaper, broken boxes, unauthor- 
ized use of spark-producing tools, defective ma- 
chinery, faulty electrical equipment, and failure to 
provide the proper barricades and firebreaks nec- 
essary to prevent the spread of fire from one oper- 
ation to another. 

(1) Lack of training and violations of in- 
structions or written regulations are frequently 
responsible for serious consequences. The most 
common violations include smoking, carrying 
matches in forbidden areas or buildings, and 
tampering with explosives or ammunition, partic- 
ularly grenades or fuzes. 

(2) Failure to understand and carefully ob- 
serve the safety precautions prescribed for de- 
stroying ammunition and explosives might cause 
grass fires or explode nearby ammunition piles 
which are awaiting destruction. The most fre- 
quent souce of these troubles is flying fragments 
released upon detonation. 

d. Sparks. Sparks may be created by striking 
iron or steel nails or metal containers against iron 
or steel tools, or by nails in shoes striking flint, 
pebbles, sand grains, or nails in the floor. Such 
sparks, small as they are, have caused disastrous 
explosions of black powder and have exploded the 
dust from other easily ignited powders. This haz- 
ard is the prime reason for requiring tools of 
brass, copper, or other non-sparking materials. It 
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is recommended that mud or dirt be cleaned from 
shoes before entering magazines that contain ex- 
posed explosives. Also sparks from a faulty car or 
truck muffler may causean explosion. 

e. Static Electricity. Charges of static electric- 
ity can be accumulated on a person and on explo- 
sive material such as smokeless powder. Thedis- 
charge of static electricity is a serious hazard in 
the presence of certain exposed explosives, dust 
and air mixtures, and flammable vapor-air mix- 
tures. Processing equipment for such materials 
subj ect to stati c di scharge shoul d be el ectri cal I y 
grounded, benchesandflooringshouldbecovered 
with electrically grounded conductive material, 
and personnel should be provided with safety 
shoes of an authorized type. Cushioned metal 
chairs should not be used in locations where ex- 
plosives or highly flammable materials are pres- 
ent. The fai I ure to control safely the use of heat 
and f I ame-produci ng equi pment offers a constant 
hazard. 

/. Lightning. Lightning may strike buildings, 
trees, or other objects in or near explosive areas. 
Buildings and structures in storage areas should 
have complete lighting protection where condi- 
tions permit. 

g. Transmission Lines. Electric transmission 
I i nes are often blown down on or come i n contact 
with combusti ble materi al . These I i nes should be 
peri odi cal I y checked for conditi on and security of 
installation. When it isnecessary to install power 
transmission and service lines in the vicinity of 
the bui I di ngs contai ni ng expl osi ves, the di stance 
from the I i nes to the bui I di ngs must be greater 
than thedistance between the poles which support 
the I i nes. This precaution is necessary to prevent 
falling wires from coming in contact with the 
building. Overhead transmission lines must not 
pass within 50 feet (15 meters) of the building. 
I n future installations power lines and services 
which enter buildings containing expl osi ves must 
be pi aced u ndergrou nd withi n 50 feet (15 meters) 
of the building. 

h. Vegetation. Vegetation (such as grass, under- 
growth, weeds, etc.), which is or may become a 
fire hazard, should be control led by using a chemi- 
cal weed ki 1 1 er , by mowi ng, pi owl ng, cutti ng, I i ve- 
stock grazing, or, in calm weather and with the 
proper control, by burni ng. 

(1) Chemical weed ki Hers should not contai n 
chlorates or other substances which may ignite 
spontaneously under hot, dry conditions or by 
friction. 



(2) Burning should not be permitted within 
50 feet (15 meters) of any earth' covered maga- 
zine containing explosives or ammunition, or 
within 200 feet (61 meters) of any above ground 
type magazine or outdoor storage, pad. Brush, 
grass, wood, etc., gathered in piles, will not be 
burned within 200 feet (61 meters) of a maga- 
zine. Reserve supplies of dunnage, consisting of 
wood or other materials packed between explo- 
sives to prevent vibration or chafing, should not 
be stored hapazardly insidethemagazinearea. In 
no case may it besotred within the 50-foot (15- 
meter) firebreak around the magazine. 

(3) A firebreak at least 50 feet (15 meters) 
wi de and as free as practi cabi e from f I ammabi e 
material will be constantly maintained around 
each aboveground magazine. The earth adjacent 
to and extending over igloo magazines should be 
d eared of dry debr i s. F i rebreaks arou nd the en- 
tire magazine area and at other locations within 
the magazi ne area, such as along rai I road tracks, 
must be mai ntai ned whenever necessary. 

i. Trains. Locomotives, trains, and other rail 
vehicles used in the magazine area must be 
equipped so that the communication of fire will be 
prevented as far as [practicable. Inspections 
should be made regularly to insure that safe con- 
ditions aremai ntai ned. 

j. Cleaning Fluids. Gasoline or other highly 
flammable liquids should never be used for clean- 
ing. Sol vent, dry-cleaning(Federal Specification), 
must be used when cleani ng solvents are required. 

k. Smoking. Fire prevention regulations state 
that matches or other flame-or spark-producing 
devices are not permitted in any magazi ne or ex- 
plosive area except by written authority of the 
commandi ng officer. Smoki ng is prohi bited i n any 
magazine or magazine area, or in the vicinity of 
cars, wagons, motor trucks, or boats in which 
thereareexplosives or ammunition. Buildings or 
locations for smoking may bedesignated outside 
restricted areas subject to certain limitations ; 
smoking will not be allowed in locations closer 
than 60 feet (18 meters) to buildings containing 
explosives, ammunition, or other hazardous mate- 
rials. 

I. Miscellaneous Hazards. 

(1) When buildingsdosetoexplosiveor am- 
munition areas are approved for smoking, win- 
dows and doors must befitted with wirescreens. 

(2) Suitable receptades must be provided for 
dgaretteand dgar butts and pipe ashes. 
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(3) Only permanently installed electric light- 
ers of approved types may be used in the building. 

(4) Portable fire extinguishers, sandboxes, 
and water barrels with buckets must be furnished 
as required for each room or building in which 
smoking is permitted. 

(6) Persons wearing clothing contaminated 
with explosives or other hazardous materials will 
not be permitted in such areas. 

(6) Automobile parking should be regulated 
so that vehicles will not be .parked within 26 feet 
(7.7 meters) of fire hydrants and should use des- 
ignated areas only. 

(7) All flashlights or storage-battery lamps 
used in buildings containing explosives or flamma- 
ble vapors must be safety-approved types for that 
specific type of exposure. 

(8) Ordnance safety requirements must be 
complied with if gasoline- or electric-powered lift 
trucks are used for transporting ammunition or 
explosives. 

7-3. Preventive Measures 

Occasional fires may reasonably be expected, no 
matter how careful personnel are with flammable 
materials. But, by following the principle that "an 
ounce of prevention is worht a pound of cure," the 
number of fires can be greatly reduced. Below is a 
brief discussion of some of the measures that can 
be taken. 

a. Stacking. Ammunition boxes, containers, 
dunnage, and lumber must be stacked in an or- 
derly manner when in the vicinity of explosives- 
handling or storage operations. Stacks of such 
combustible materials must be limited to small 
areas between firebreaks. Additional factors to 
consider in limiting the spread of fire are the 
available space for combustibles, the availability 
of fire-extinguishing facilities, and the probability 
of fire. Under average conditions, areas under 
solid stacks of such materials should be limited to 
1,500 square feet (139 square meters), separated 
from other similar areas by 50-foot (15-meter) 
firebreaks in which vegetation has been cut and 
controlled. Bulk stacks of such materials should 
not be located within 500 feet (152 meters) of 
magazines or other buildings containing high ex- 
plosives. Working quantities, within feasible lim- 
its, may be stacked in the vicinity of explosive 
magazines but not closer than 50 feet (15 me- 
ters). Water barrels and pails should be liberally 
provided in such areas for extinguishing begin- 
ning fires. Additional rules may be issued as the 



commanding officer deems necessary to secure the 
fire protection local conditions demand. 

b. Portable Extinguishers. A fire involving ex- 
plosives or ammunition produces a conflagration 
(major fire) or explosion very quickly; therefore, 
means for attacking the first small blaze detected 
are vitally important. 

(1) Immediate use must be made of portable 
extinguishers and other hand equipment. In addi- 
tion to organized permanent facilities, barrels and 
buckets filled with water should be placed at each 
magazine. This type of fire protection, when prop- 
erly maintained and utilized, may 'be extremely 
valuable in explosive storage areas having open 
storage pads or combustible storage magazines. 
During hot weather the barrel must be refilled 
frequently ; in freezing weather calcium chloride 
or salt must be added. Buckets deteriorate rapidly 
unless they are frequently painted or protected 
from the weather. They may be blown about by 
windstorms if they are not securely fastened in 
place. Fastening devices must be easily releasable. 

(2) Boxes and buckets filled with sand (with 
shovels located nearby) are useful in isolating, 
checking, or extinguishing beginning fires. To 
combat grass or forest fires in or near the maga- 
zine areas, an adequute supply of gunnysacks, 
brooms, rakes, hoes, or other similar equipment 
must be maintained at suitable locations. This 
equipment should be regularly inspectedand pro- 
tected against theft or unauthorized use. 

(3) When explosives and ammunition are 
being handled, or work is being done in the imme- 
diate vicinity of such stores, two portable fire ex- 
tinguishers of adequate size and rating must be 
ready for immediate use. It is not necessary that 
these extinguishers be located permanently in a 
magazine. Portable extinguishers must be placed 
in the most accessible location. Serious fires may 
be prevented by the prompt use of hand fire ex- 
tinguishers. They are required primarily for use 
on beginning fires of inert combustibles, such as 
grass, grease, oil, dunnage, etc., which, if not 
extinguished, may reach explosives. Personnel 
other than the individual using the extinguisher 
should seek safety immediately and report the 
fire. 

c. Water Distribution System. The water distri- 
bution system should be protected by sectional 
control valves so that damaged sections of the 
main can be cut off without impairing the opera- 
tion of the remainder of the system. Water mains 
should not be located under railroads or roads 
used for transporting large quantities of explo- 
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sives or ammunition, because a detonation may 
breal< tlie main. Wlien it is necessary to liave 
water mains pass under railroads or roads, cars 
or trucl<s loaded with ammunition must not re- 
main over these water mains longer than neces- 
sary for continuous travel. Suitablesigns must be 
posted to indicate such a location. Water mains 
should be protected with cutoff valves on both 
sides of therai I road or road. Firehydrants should 
be connected to a I ooped gri d system to provi de a 
supply from morethan onedirection. 

d. Fire-Protection Personnel. The duti es of fi re- 
fighters, guards, military personnel, and others 
should be arranged so that an adequatefirefight- 
ing force is aval I able at all times. 

(1) F i re dri I Is and fire-prevention i nspecti ons 
should becarefullyconductedtoinsure that fire- 
fighting forces understand their specific duties 
and that f i refi ghti ng equi pment functi ons depend- 
ably under actual working conditions. 

(2) Fires that occur in buildings or maga- 
zi nes contai ni ng expl osi ves vary i n i ntensity and 
effect, dependi ng on the materi al i nvol ved i n the 
fire. Certain explosives may detonate or explode 
immediately on contact with a spark or flame or 
when subjected tofrictional heat or concussion. 
Fire may or may not result from the detonation. 
Some explosive substances burn freely whileoth- 
ers may expl ode while burning. Some substances 
develop such i ntense heat, as i n the case of smoke- 
less powder, that fi refi ghti ng efforts are impossi- 
ble. Firefightingforces should bewell acquainted 
with the hazards and best methods of combating 
fires in all such material sunder their protection. 

(3) With certain rare exceptions, water is 
used as thefi refighti ng medi um. General I y speak- 
ing, for extinguishing explosive fires, large vol- 
umes of water spray or fog, produced by special 
nozzles with largerangeand volume capacities, 
prove more efficient than sol id streams of water. 
Solid streams of water at higher pressures and 
great range should be used when consideration 
for the safety of fi refi ghti ng personnel makes it 
i mpossi bl e to approach the seat of thefi re. Trai n- 

i ng programs should emphasize the i mportanceof 
I ayi ng as many hose I i nes as practi cal i n order to 
surround the fire completely and to extinguish it 
rapidly. When anexplosionisimminent, firefight- 
ers must seek shelter or lie close to the ground 
when di recti ng I ong-range water streams to the 
fire. 



(4) Guards and watchmen should be in- 
structed that when smoke is discovered coming 
from a closed magazine or when there is other 
evidence that the magazine is afire, the alarm 
must be given as quickly as possible. A single 
guard on duty will not enter the bull ding, si nee he 
may becometrapped and unabletogivethealarm. 

I f the f i re is di scovered i n the grass or other com- 
bustible material surrounding the magazine, the 
alarm should be given immediately. The guard 
should then do all that is possible, using extin- 
guishers, water from nearby water barrels, or 
grass fi refi ghti ng tools, to extinguish or control 
thefi re until firefightingforces arrive. 

(5) When a workman or some other person 
discovers a fi re where personnel are working and 
explosives are present, the personnel should be 
evacuated by a signal in accordance with prear- 
ranged pi ans. At I east one responsi bl e messenger 
should bedispatched in the direction from which 
the fire department is expected in order to inform 
them of the nature and extent of the fire. The 
officer in charge of firefighters must not permit 
the advance of his men to such a fire unless he has 
what he believes to be accurate information as to 
the existing conditions and concludes therefrom 
that heisjustified in so doing. 

(6) Firefightingforces should attack a grass 
firevigorouslyandtrytoextinguishitevenwhen 
it is burning in the vicinity of a magazine. If a 
fire has actually gained headway in a magazine, 
fi refighti ng forces should either combat thefi re o r 
seek the nearest suitable protection, depending on 
thetype of ammunition or explosives within the 
magazine. 



NOTE 

When a f i reoccurs i n a I ocked magazi ne, 
no attempt will be made to enter the 
magazi neor fight thefi re. Al I personnel 
wi 1 1 evacuate the area to a safe distance. 



74. Kinds of Explosive Fires 

Toguidefi refi ghti ngorganizations,explosivesare 
divided into four groups in accordance with the 
general burningor expl osi vecharact eristics of the 
materi al s and the rel ati ve danger i n f i ghti ng f i res 
in which they are present. The four groups are 
identified by the symbol numbers 1 through 4 (fig. 
7-1); as the hazards to firefighters increase, a 
progressively larger number is used. Regulations 
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Figure 7-1. Hazard markers (fire symbols), 

require that buildings containing hazardous or ex- 
plosive materials, except igloo magazines, be 
plainly marked with the symbol number of the 
most hazardous material contained therein. These 
numbers must be at least 24 inches (61 centime- 
ters) high, 20 inches (51 centimeters) wide, black 
lettering on yellow background. 

a. Ammunition Storage Ciiart. In the early days 
of explosive manufacture, black powder was the 
only explosive used. Later, more sensitive explo- 
sives were manufactured. Still later, chemical am- 
munition came into use, and serious explosions 
occurred because of carelessness in handling. The 
ammunition storage chart was devised to stand- 
ardize the handling of ammunition and to prevent 
accidents. This chart separates ammunition into 
the ammunition hazard classes shown below. 
These explosives and ammunitions must not be 
stored together in any random combination. They 
are mixed only under certain specific conditions 
which permit a maximum degree of safety. 

Class 1-small-arms ammunition and similar 
items 

Class 2 — smokeless powder and other fire 
hazard items 

Class 2A — items similar to Class 2, but pre- 
senting a detonation hazard 
Class 3 — point detonating fuzes and similar 
items 

Class 4 — small high-explosive (HE) car- 
tirdges and mines 

Class 5 — larger caliber HE cartridges 
Class 6 — separate loading HE projectiles 
Class? — ^mass-detonating high explosives 
Class 8 — chemical hazard without explosives 



(.1) Symbol 1. The symbol 1 group of explo- 
sives consists of class 1 ammunition. 

(a) These are metallic powders in ap- 
proved shipping containers-chlorates, perchlor- 
ates, peroxides, nitrates, and other inorganic oxi- 
dizing agents in sealed containers. While these 
materials are principally fire hazards, and fires in 
which they are involved may be combated, minor 
explosions may also be expected. Described below 
are some of the characteristics of fires in this 
group and the safety measures prescribed for 
them, 

(b) Shipping containers of small-arms am- 
munition, especially when incendiary and tracer 
rounds are included, will continue to burn in- 
tensely even after the magazine has been con- 
sumed. Personnel attempting to fight the fire after 
it has reached the ammunition must be shielded 
from missiles, which may be expected to travel up 
to ZOO yards (183 meters) at a velocity of 200 feet 
(61 meters) per second. Sheet-metal-covered 
wooden shields can be used and moved to various 
vantage points. When it is practicable to usewat- 
erfog, it iis found to be very effective for extin- 
guishing such fires. 

(c) Oxidizing agents are not flammable in 
themselves, but when heated in a fire involving 
combustibles they liberate oxygen, which greatly 
facilitates the burning. Suitable masks should be 
provided to guard against the poisonous fumes 
resulting from such fires. Cooling or "drowning" 
with large quantities of water may control or ex- 
tinguish these fires. After the fire has gained con- 
siderable headway, firefighters must direct their 
efforts to protecting adjacent property. 

(d) For fires involving chemical ammuni- 
tion containing blister agents, firefighters must be 
protected by masks and complete protective cloth- 
ing. If possible, such fires should be fought from 
the windward side. All unprotected personnel 
downwind must be evacuated and civilian inhabit- 
ants ishould be warned. Fires involving toxic 
chemicals should be fought with similar precau- 
tions except that the downwind area will be less 
hazardous. In fires involving hazardous chemical 
(H) smoke mixture, attempts should be made to 
remove and segregate the burning containers. 
When a relatively small amount of HC smoke 
mixture is involved in a fire, it may be saturated 
with water. Water will also serve to cool adjacent 
containers to prevent further propagation. Unless 
water can be applied in large amounts in relation 
to the actual HC smoke mixture exposed and 
burning, the efforts to light the fire will be inef- 
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fective, and the material may explode. Firefight- 
ers should not enter magazines containing a high 
concentration of HC smoke unless adequately pro- 
tected by oxygen masks and supplied with life- 
lines. 

(2) Symbol 2. The symbol 2 group consists of 
Class 3 ammunition and explosives. Personnel dis- 
covering such a fire should first give the alarm 
and then attempt to put the fire out with the 
equipment on hand, provided the fire is in the 
beginning stage. The firefighting organization 
should fight the fire if there is a possibility of 
extinguishing it. If extinguishment does not ap- 
pear possible, the building should be abandoned 
and the firefighting efforts concentrated on pre- 
venting spreading. Limited explosions may be ex- 
pected from fire in these materials. Personnel 
should be careful to prevent injury to themselves 
and damage to their equipment. 

(3) Symbol 3. The symbol S group consists of 
Class 2 and Class 2A material. 

(a) Unless the fire is minor and does not 
involve the explosive itself, and there is a chance 
of controlling it, firefighting should be confined to 
preventing the spread of the fire to other build- 
ings. These materials burn with intense heat, and 
personnel and firefighting equipment should be ad- 
equately protected. 

(b) When fires involve phosphorus, person- 
nel entering magazines with portable extinguish- 
ers must have lifelines attached to themselves to 
enable them to find their way out through the 
heavy smoke. It should be remembered that phos- 
phorus will stop burning only so long as it is 
under water; when exposed again to the air, it 
ignites spontaneously. 

(c) Fires involving pyrotechnics and large 
quantities of magnesium type incendiaries make it 
necessary for firefighters to confine their efforts to 
protecting adjacent buildings and magazines. 
Water may accelerate burning and cause explo- 
sions which will scatter burning material. The use 
of carbon dioxide may cause a suffocating atmos- 
phere. Small fires involving 50 pounds (22.7 kilo- 
grams) or less of magnesium can be smothered 
with dry inert material, powdered or granular, 
such as hard coal, tar, pitch, graphite (preferably 
coated to eliminate dust), rustfree cast-iron bor- 
ings, soft coal, talc, salt, or sand. Asbestos, sand, 
salt, and talc are not inert in magnesium fires, but 
may be used dry if the fire is small. The powder 
from these agents should be placed over the burn- 
ing material to cover it at least 1 inch (2.54 centi- 



meters) deep. It should not be disturbed until the 
magnesium has cooled, excpet when the fire is on 
a floor of flammable material. In this case, after 
the fire is covered, a 2-inch (5-centimeter) layer 
of extinguishing powder should be placed on the 
floor beside the fire and the burning material 
raked onto the insulating layer and resmothered. 

(4) Symbol 4. The symbol 4 group includes 
Classes 4, 5, 6, and 7 ammunition and explosives. 

(a) Every effort should be made to prevent 
fire from reaching these classes of material, which 
are especially hazardous. If a fire occurs in a mag- 
azine containing these materials, personnel pres- 
ent should attempt to extinguish the fire with the 
equipment at hand, providing the fire has not 
actually reached the material and there is a favor- 
able chance of extinguishment. If the fire appears 
beyond control, personnel must evacuate the mag- 
azine and take cover. If fire breaks out in a maga- 
zine containing high explosives, firefighting forces 
will not immediately approach the fire. 

(b) Unless specific information is available 
(either from one who was present when the fire 
was discovered or from intimate knowledge of the 
construction of the building and location of the 
explosives) indicating that it is safe to approach 
the fire, firefighting forces will remain in a posi- 
tion 1,000 feet (305 meters) away from a fire 
involving up to 50,000 pounds {2i2,680 kilograms) 
of high explosives until the explosions have 
occurred. A proportionally greater distance is re- 
quired for larger amounts of high explosives (up 
to 2,000 feet ('710 meters) for 100,000 pounds 
(45,360 kilograms) of high explosives). Fire- 
fighting forces and their equipment must not be 
exposed to unnecessary risk when these materials 
are involved. Demolition or general-purpose 
'bombs and antitank mines can detonate en masse, 
and propelling charges may explode, producing 
heat capable of blistering the paint on buildings 
500 feet (152.5 meters) away. Bulk high explo- 
sives packed in boxes will usually burn quietly but 
may also detonate. Black powder, photoflash 
bombs, smokeless powder in bulk, and unpacked 
propelling charges explode or flash so quickly that 
little time is left to do anything to save the maga- 
zine involved. In almost every instance, the efforts 
of firefighters will be confined to preventing fire 
from spreading to adjacent buildings or maga- 
zines. 

b. Summary of Explosive F ires. Fire is, without 
question, the principal hazard in the storage of 
ammunition in the field. 
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(1) The fact that ammunition and explosives 
are capable of such violent destructive force when 
exposed to heat makes it extremely important for 
fire-protection personnel to become as completely 
familiar as possible with the characteristics of 
various explosives and ammunition when they are 
exposed to heat. The men in charge of firefighting 
crews should be well aware of the importance of 
the counsel of ordnance specialists before and 
during an emergency. 

(2) The ammunition officer must be com- 
pletely familiar with the local environment of the 
areas in which ammunition and explosives are 
stored. He should also know the characteristic re- 
actions of materiel to fire. The opinion of the am- 
munition officer, therefore, before and during the 
combating of the fire, should be respected. If the 
order is given to remain at a safe distance in 
readiness to prevent further fire spread after det- 
onations or to withdraw men during the combat- 
ing of a fire in expectation of an explosion, the 
action should be taken immediately. Where ammu- 
nition and explosives are present and where these' 
conditions exist, an ounce of prevention is worth a 
ton of extinguishment. 



7-5. Chemical Munitions Mariners 

Hazard markers provide a guide for firefighters 
and other personnel by indicating the chemical 
group of stored chemicals. The markers are yel- 
low disks with a diameter of 24 inches (61 centi- 
meters). Figures 7-2 through 7-8 show the sym- 
bol for each of group A, B, C, D, and nerve 
agents. Each figure also states what the symbol 
indicates and the hazard of the chemical agent or 
the precaution to be taken. 

7-6. Motor Vehiicle Fires 

Another type of firefighting is fire resulting from 
motor- vehicle accidents. 

a. These accidents are responsible for many 
thousands of deaths annually. Many of these 
deaths and many serious injuries are caused by 
victims being trapped in wreckage that has 
caught fire. This danger is always present in the 
Army because of the large volume of motor-vehi- 
cle transportation required. 

b. Of course, motor- vehicle accidents are often 
attributable only to negligence or recklessness. 




Yellow disk with 2 
parallel black bands 



INDICATES 



Group A (except nerve agents). 



PRECAUTION 

Wear complete protective clothing 
and protective mask, Work upwind. 



Figure 7-2. H azard marker for group A. 




Yellow disk with 
diagonal black band 



INDICATES 



Group B toxic chemical agents, 
nonburning screening smokes, 
and nonburning mixtures of riot 
control agents. 



PRECAUTION 

Use protective mask. Wak upwind. 
Enter with care. 



Figure 7S. Hazard marker for group B (except BZ) 
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Yellow disk with 






black letter Z 






1 INDICATES 




PRECAUTION 


r Special chemical hazard. 




Use protective mask. 


Incapacitating agent BZ. 




Work upwind. Enter 
with care. 


Figure 7-^. Hazard marker for agent BZ 




Yellow disk with 






black letter C 






INDICATES 




HAZARD 


Group C spontaneously flammable 




Dangerous to enterwithout life- 


chemical agents. 




line and protective mask. 


Figure 7-5. Hazard marked for group 


C. 




Yellow disk witb 






black letter D 






INDICATES 




HAZARD 


Group D incendiary and readily 




Intense radiant heat. Danger of 


flammable chemical agents. 




explosion if water is used to 
attempt to extinguish fire. 


Figure 7-6. Hazard marker for group 


D. 




yellow disk witb 






black letter G 






INDICATES 




PRECAUTION 


Special chemical hazard. 




Wear complete protective clothing 


G-type nerve agents. 




and protective mask. Do not enter 
until clearance is granted. 



Figure 7-7. Hazard marker for G-type nerve agents. 
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Yellow dish witb 
black letter V 



INDICATES 

Special chemical hazard. 
V-type nerve I @ots. 



PRECAUTION 

Wear complete protective 
clothing and protective 
mask. Do not enter until 
clearance is granted. 



Figure 7-8. Hazard marker for V-type nerve agents. 



but when large numbers of personnel and quanti- 
ties of materiel are transported under even the 
most favorable conditions, some mishaps are una- 
voidable. It is the duty and responsibility of iire- 
protection personnel to prevent loss of lives and 
property as a result of motor-vehicle accidents 
and, resulting fires. 

c. When a motor vehicle overturns, or when it 
crashes into another vehicle or object, trapping 
the occupants inside it, assistance by experienced 
rescue personnel becomes an immediate necessity 
to prevent death by injury or fire. 

d. Basically, motor-vehicle fire safety depends 
on four conditions: design and construction fea- 
tures ; use of the vehicle, including its garaging ; 
proper repair and maintenance ; and operational 
safety procedures. 

e. 'The use of all-steel bodies has resulted in 
increased safety, both from the accident and the 
fire-hazard standpoint. Interior finishes, however, 
particularly upholstery and linings, still remain a 
definite fire hazard unless these fabrics are 
treated with a fire retardant. 

/. The fuel-tank's construction, location, and se- 
curity, and its vulnerability to damage in a colli- 
sion or upset, are the most important featu-res of 
design for fire safety. The use of seat tanks and 
cowl tanks has largely disappeared. Fuel tanks 
are safely located at the rear of, or beneath, the 
vehicle, in a position where they are not inclosed 
in the body. This positioning of the tanks gives 
passengers a better chance to escape if the 
auto catches fire. Trucks normally have tanks of 
12-gage steel, having high resistance to rupture. 
These tanks are of double thickness at the edges, 
will not spill fuel in an upset, contain an auto- 
matic pressure relief in the event of exposure to 
fire, will not seep gasoline, and cannot be over- 



filled. Vibration, corrosion, and improper mainte- 
nance are some of the chief factors responsible for 
fuel-system failures, particularly at fuel-pump 
fittings, tubing, filters, and carburetors. 

g. The fire safety factor in the electrical system 
of automobiles lies primarily in proper installa- 
tion, fusing, and maintenance. Fires of an electri- 
cal origin are normally propagated by petroleum 
deposits in the engine area or by combustible ma- 
terials, such as fabric lining. In a collision or 
upset, electrical short circuits are likely to occur 
unless an automatic overturn switch cuts the elec- 
trical power at the battery. Proper installation of 
exhaust systems is important, as incandescent 
carbon particles and hot exhaust gases may ignite 
flammable liquids, grease, and other combustible 
materials. Brakes are a possible fire hazard be- 
cause their overheating may cause the ignition of 
oil, grease, or brake fluid. Friction heat frequently 
may cause underinflated tires to ignite. Anti- 
freeze-alcohol vapors are an added fire hazard, as 
are certain types of heaters. 

h. In motor-vehicle fires, the first task is to 
evacuate all persons from the vehicle. If the fire is 
well advanced, fire-control operations may be nec- 
essary before they can be rescued. As soon as entry 
is made and personnel are removed from the vehi- 
cle, the ignition switch should be turned off, if 
this has not already been done. The battery should 
be disconnected (remove ground cable first) as 
soon as possible to prevent reignition of the al- 
ready heated fuel vapors. 

i. The average motor-vehicle fire can be quickly 
extinguished with portable CO2, CF3Br, or dry 
chemical extinguishers. When the engine area is 
involved in fire, the extinguishing agent can be 
applied through the louvers on grill. This permits 
extinguishing the fire without opening the hood. 
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Leaving the hood closed limits the oxygen and 
allows the extinguishing agent to work in a more 
confined area. 

j. When the fire originates from a fuel tank 
leak, the fire closest to the tank should be extin- 
guished first. The outlet in the tank then should be 
plugged to stop the flow of fuel. If the fire is in 
the upholstery, the area should be saturated thor- 
oughly with water until every spark is eliminated. 
When a tire catches fire because of underinflation, 
large quantities of water are needed to extinguish 
the fire and prevent it from spreading. 

fc. The procedures in attacking a motor-vehicle 
fire will be described in proper sequence and de- 
tail in this and the following subparagraphs. The 
approach and general estimate of the fire must be 
considered first. Even as they approach the veMi- 
cle, the firefighters must be alert to protect or 
rescue personnel in or near the accident. Firefight- 
ers must be aware of the fact that victims with 
clothing on fire may run some distance from the 
scene of the fire. It is also possible that persons 
may be thrown from the wreckage and left uncon- 
scious near the scene where they are in danger of 
being run over by fire-department vehicles. 

I. The primary consideration of the fire crew is 
to place the fire apparatus in a location which will 
enable the crew to give occupants the most com- 
plete protection and to control the fire so that 
personnel may be rescued with a minimum of 
delay. 

m. The fire should be controlled first in the im- 
mediate area of the vehicle to relieve the occu- 
pants of excessive heat. No attempt should be 
made to extinguish the fire completely at the onset 
unless it is certain that no persons are still within 
the burning wreckage. Personnel rescue should 
be given priority because a difference of seconds 
may determine the life or death of a victim. Also, 
the extent of the fire may be too great for the 
quantity of extinguishing agents available in the 
firefighting apparatus to extinguish the fire com- 
pletely. 

n. When necessary, forcible entry must be made 
where it offers the most expedient access to the 
interior and is at the same time consistent with 
the location of trapped personnel within the vehi- 
cle. The person or persons closest to the point of 
entry should be rescued first. During rescue, the 
victims must be examined as thoroughly as time 
permits; the extent of injuries will be considered, 
and first aid will be administered at once. A visual 
check of the victim should be made before or dur- 



ing rescue. If bleeding is profuse, direct pressure 
should be applied to the wound even before the 
rescue is completed. Rescued personnel should be 
moved to a safe spot quickly and carefully. 

0. Firefighters must extinguish the flames in 
the area where the source of gasoline flow can be 
stopped. While cutting off the flow of gasoline, or 
while in the presence of gasoline vapors, the crew- 
men must always be alert for the signal which 
warns of the near depletion of extinguishing 
agents. This is a signal given by the pump opera- 
tor for withdrawal of personnel. It consists of 
intermittent blasts from the fire vehicle. The 
pump operator is responsible for observing the 
consumption of the extinguishing agent. 

'p. After the gasoline supply has been shut off, 
the fire is immediately extinguished and the entire 
area is cooled to prevent reignition. The overhaul 
operation consists of entering the vehicle and 
thoroughly extinguishing every existent spark. If 
the fire was extinguished with CFSBr, the motor 
vehicle should be thoroughly ventilated before 
anybody enters it. The immediate area in which 
fire occurred also requires close observation, com- 
plete extinguishment, and reinspection. 

q. During overhaul, each crewman should be 
alert for any evidence which will aid in the inves- 
tigation to determine the cause of the fire. These 
"after-extinguishment" procedures require that a 
charged hose line be immediately available in the 
event of a sudden reflash. 

7-7. Special Nozzles and Equipment 

The majority of emergencies that the structural 
firefighter will have to face can be dealt wiith suc- 
cessfully by using the tools and equipment that 
have been explained in previous chapters of this 
manual. 'The fighting of special types of fires, such 
as those covered in this chapter, requires the use 
of specialized equipment, particularly nozzles. 

a. Fog Nozzle. The ideal fog nozzle (para2-9a) 
can discharge either fog or a straight blasting 
stream. After the high-velocity fog tip has been 
removed, it is possible to insert any one of several 
variable-length applicators containing a nozzle 
which discharges a low-velocity fog. This nozzle 
change will not require a change in nozzle pres- 
sure. Either the high- or low-velocity fog may be 
used for personnel protection or for extinguishing 
the fire, depending upon wind conditions and 
accessibility. Generally, the low-velocity fog is 
preferable when extinguishing a fire from the 
windward side and where large open surface 
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areas are involved. A leeward- side fire requires 
the use of high- velocity fog for personnel protec- 
tion and penetration. Fog nozzles are made for 
use with both the li/g-inch {3.8-centimeter) and 
21/2-inch (6.35centimeter) hose. The high-velocity 
fog tip and the low-velocity applicator may be 
inserted or detached in seconds. 

b. Foam Nozzle. The mechanical foam nozzle 
tor consists of a metal base through which the 
consists of a venturi (cap v) system installed in 
an aspirator cage near the rear of the nozzle. A 
pickup tube is installed near the aspirator cage. 
The venturi system creates a partial vacuum, 
which enables the foam to pass through the tube 
from a foam can. The aspirator cage is responsi- 
ble for injecting the proper amount of air into the 
proportionately mixed foam solution. 

c. Foam Generator. The chemical foam genera- 
tor consists of a metal base through which the 
water passes. The base includes a male and female 
coupling, normally 21/2-inch (6.35-ceiitimeter) 
size ; a venturi ; a gage ; and a valve. Mounted on 
top of the base center is the tapered metal hopper 
into which the powder is poured. The water pass- 
ing through the venturi system "pulls" the pow- 
der into the water stream in the proper propor- 
tions, after which the powder and water are tur- 
bulated through 50 to 150 feet (1'5 to 46 meters) 
of 214-inch (6.35-centimeter) hose to the nozzle. 
When the water makes contact with the powder, a 
chemical reaction takes place which results in ex- 
pansion, causing additional pressure and afford- 
ing considerable range from the nozzle. 

7—8. Natural Cover Fires 

Natural-cover fires involve grass, weeds, grain, 
brush, forest, or any other plant life. 

a. Forest fires are no doubt the most serious of 
all natural-cover fires from the standpoint of a 
national fire problem. Forest fires involve more 
than the immediate monetary loss. The cost is in- 
significant compared with the effect on the future 
water supply and timber supply, and with the loss 
of hunting, fishing, and recreational facilities, to 
say nothing of the loss of life which may occur. 
(A single forest fire in Minnesota is known to 
have taken 559 lives, a fact which emphasizes the 
importance of organized fire safety before such 
catastrophes occur.) 

5. Forest fires frequently involve farms, vil- 
lages, and towns. For this reason, fire-protection 
organizations are called upon to handle both 



structural and natural-cover fires. During recent 
years, the nation has become increasingly con- 
scious of the importance of the prevention and 
control of fires in camps and buildings, for these 
may expand to become forest fires. 

c. The majority of natural-cover (fires are 
caused by man and are the result of carelessness. 
The natural elements, such as lightning, the sun, 
and the wind, are responsible for the remainder. 
Careless hunter, campers, and fishermen, and fre- 
quently local residents, account for more fires 
than any other causes. Other causes of forest fires 
include locomotives, burning of rubbish, lumber 
operations, and arson. The most effective means 
of combating these fires should be started before 
the fire actually occurs-through the medium of 
law enforcement, restrictions, education, and the 
complete elimination of hazards in critical areas. 

d. Prompt discovery of forest fires is essential 
in achieving quick control and limiting damage. 
In areas where efficient detection, control, and 
fire-extinguishing organizations are present, fires 
rarely get out of control and damage is kept to a 
minimum. The methods of detection include 
ground and air patrols and forest observation 
towers. 

e. An adequate system of trails and roads, 
properly distributed, built, and maintained 
throughout the area, is of utmost importance in 
making the fire area reasonably accessible tcfire- 
fighting forces and their equipment. Roads of 
proper width are also invaluable as firebreaks, 
which prevent the spread of fire beyond a limited 
area. In many instances, it is necessary to clear- 
strips for permanent firebreaks, 

f. Aircraft of various types are now being suc- 
cessfully used to transport men and supplies to 
the scene of forest fires, especially such areas as 
may lack trails and roads. Parachute-jumping fire- 
fighters started extensive training before World 
War II, and have expanded and improved their 
effectiveness consistently during each succeeding 
year. In the years following the war, considerable 
experimentation and test flying was performed by 
the Air Force. The use of helicopters has been 
very effective. For forest-fire extingiiishing by 
aircraft, the "water bomb" and other airborne de- 
vices are now being tested for effectiveness. 

g. Training and organization are essential to 
suppress forest fires successfully. Under extensive 
emergency conditions, it is frequently necessary 
to use all able-bodied personnel within an area. At 
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such times, it is highly important to have well- 
trained men available to organize and supervise 
the untrained force. The complete and extensive 
training of fireguards and lookout men is of ut- 
most iiriiportance. 

h. 'The equipment used must be adequate and 
suited to the immediate environment. This im- 
plies, for example, that large vehicles will not be 
employed where roads are narrow and where 
there are small bridges with limited capacity. 
Areas where the water supply from ponds, lakes, 
and small streams is plentiful might advanta- 
geously employ several portable pumping units, 
but these units would be almost useless where 
water is scarce. In some areas, water cans 
equipped with a hand pump are carried on the 
backs of personnel. For fires in logging woods, 
water tanks mounted on pump-equipped trucks 
are commonly used, as are railroad tank cars. 

7-9. Tools 

a. The common portable pump weights about 75 
pounds (35 kilograms). It is gasoline driven and 
can deliver 60 gallons of water per minute 
through a ll/o-inch (3.8-centimeter) hose at 100 
pounds of pressure per square inch (7 kilograms 
per square centimeter). To attain this output, a 
•y8-inch( 1.6-centimeter) nozzle tip should be used. 
The hose may be rubber lined, canvas cbvered, or 
it may be linen for lightness. Frequently, these 
portable pumps are hooked up in series to enable 
propulsion of water over great distances or up 
mountainsides. 

b. Power-driven tools and equipment are availa- 
ble for natural-cover firefighting in a wide vari- 
ety of designs and sizes. Power-driven equipment 
is used primarily for constructing barriers or fire- 
breaks. Such equipment varies from 100-pound 
(45-kilogram) trenchers to 10-ton (g-metric ton) 
tractors with front-mounted, power-controlled 
angle blades. These large tractors are better than 
all other equipment for fireline construction 
through heavy forests but costly equipment is re- 
quired to move them to the desired location. 
Lightweight tractors are now being developed for 
fast initial attack. 

7-10. The Nature of Natural-Cover Fires 

Natural-cover fires can move very rapidly, espe- 
cially when the wind velocity is high. The perime- 
ter, or fireline, is the hottest part of the fire. The 
interior of the fiire is a smoldering mass with com- 
paratively fewer flames and with many glowing 



embers or sparks. Natural-cover fires are best con- 
trolled along the fireline. 

ct Parts of the Fire 

(1) The point where the fireline is progress- 
ing fastest is called the head. A natural-cover fire 
may have any number of heads, depending on the 
type, abundance, and location of the fuel. Fire 
heads generally travel with the wind; the 
stronger the wind, the greater the speed of the 
fire. Because of frequent directional changes of 
the wind, varying types and quantities of fuel, 
and topographic conditions, natural-cover fires 
have irregular perimeters, making control difficult 
and often dangerous. The upwind or windward 
portion of the fire is called the tail. Usually the 
tail is in or near the general vicinity of the origin 
of the fire. 

(2) All portions of the fireline between the 
tail and the various heads and those slower burn- 
ing areas between the heads are called flanks. 

(3) The rate of burning of natural-cover fires 
depends primarily on the velocity of the wind, 
type and abundance of fuel, and general topo- 
graphic conditions. The head of the fire travels at 
a rate proportional to the wind velocity. Wind 
carries additional oxygen to the fire and increases 
the rate of burning. The hot air rising from the 
fire causes a partial vacuum. Cold air with a fresh 
supply of oxygen rushes in at the base. The larger 
and hotter the fire, the stronger is this draft cre- 
ated by the fire. 

(4) Fire heads move faster uphill and 
through draws or canyons than on level ground or 
downhill, other conditions remaining equal. Heads 
burning uphill dry out and varporize fuel faster 
than those burning on level ground or downhill. 
The upward rush of cold air acts like the draft in 
a chimney and speeds burning accordingly. Heads 
running up draws, valleys, or canyons cause the 
inrush of cold air with a new oxygen supply to be 
concentrated in a small area and, as a result, the 
fire propagation rate is greatly increased. This 
condition is similar to a forced draft in a black- 
smith% forge, fanning the fire to a greater speed 
and intensity. Men or equipment should never ap- 
proach the head of a fire from upwind when the 
approach necessitates travel in a draw, valley, or 
canyon. 

(5) A running fire should never be coll|trolled 
from the uphill direction. This entails a high risk 
to men and equipment. The correct point to begin 
control is at the tail on the upwind side of the fire 
line or at the head of the fire when it tops a crest 
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CHAPTER 8 
FIRE PREVENTION 



8-1 . Introduction 

The purpose of fire prevention is to eliminate fire 
hazards, or elements which cause fire to occur, or 
conditions which will contribute to the spread of 
fire. The firefighter's utmost concern is the pre- 
vention of destructive fires. Prevention saves the 
effort and expense of extinguishing them. It is DA 
policy that arrangements be made to have fire- 
fighters perform fire prevention duties away from 
the fire station and at the same time be available 
for lire call. 

a. To prevent a situation from being hazardous, 
one of the three elements of the fire triangle must 
be removed. Of the three, heat is the undeter- 
mined condition, the one which is most generally 
considered from the standpoint of fire prevention. 

b. Effective fire prevention requires the estab- 
lishment of a well-planned program and the or- 
ganization, publicity, support, cooperation, inspec- 
tion, and supervision to implement and maintain 
it. It also requires the instilling of personal re- 
sponsibility and interest in individuals so that 
they will help prevent the loss of property and life 
by fire due to carelessness. The personal interest 
and concentrated effort of all concerned, from 
commanders to supervisors to individuals, is es- 
sential if the fire prevention program is to be 
successful. 

8-2. Cigarettes and Matches 

Smoking is the greatest single cause of fires. The 
careless discarding of matches, the dropping of 
hot ashes, and the careless leaving of lit cigarettes 
are the principal infractions of smokers that 
cause fires. 

a. Smoking does not appear to be a serious 
cause of fire to most individuals because the great 
majority have never started a fire by smoking, 
that they know of. Actually, any one who has care- 
lessly discarded a lighted cigarette may be guilty 
of having started a fire, even though the cigarette 
may have been originally dropped upon concrete. 



metal, or barren earth. Paper, having a low flash 
point, is very easy to burn by a lighted cigarette. 
Thus, emptying of ashtrays into a wastepaper 
container is foolish even though the cigarette 
butts apparently are not smoldering. 

b. Any type of match may start a fire, but the 
possibility of its doing so varies greatly according 
to the type of match. The proper safety match has 
a head that will not fly off when struck and a stick 
that is treated to eliminate afterglow. The use of 
good safety matches should be required, especially 
in areas near flammable gases, vapors, and mate- 
rials. 

8-3. Waste 

Waste materials and rubbish are great contribu- 
tors to the start and spread of fire independent of 
flammable hquids. 

a. Waste materials containing oil have sponta- 
neous ignition characteristics and are very likely 
to cause fires. A high standard of cleanliness and 
the complete elimination of loose rubbish from 
building interiors are unquestionably among the 
greatest factors in fire prevention. It is the duty 
not only of fire-inspection personnel but also of all 
personnel occupying the building to see that poor 
housekeeping habits are eliminated. When it is 
impossible or very inconvenient to remove flamma- 
ble rubbish from the building immediately, such 
material should be kept in fireproof or fire-resis- 
tant containers or inclosures. 

b. Clean waste, although not as hazardous as 
used or reclaimed waste, has occasionally been re- 
ported as a source of spontaneous ignition.Conse- 
quently all waste, excelsior, straw, sawdust, and 
burlap should be kept in metal tins with self-clos- 
ing covers to prevent the admission of oxygen and 
thus the ignition of the heated combustible sub- 
stance. 

c. Spontaneous ignition occurs under extremely 
variable conditions. It is difficult to state that a 
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specific quantity of flammable materials will or 
will not ignite independent of external heat, since 
the naked eye cannot see all of the contents of the 
material ; furthermore, the time factor required 
for ignition rnay range from minutes to months. 

8-4. Sparks 

Live sparks from chimneys and stacks, refuse 
burners, and other similar sources must be given 
priority consideration. Spark-arresting screens 
can be installed over the openings, but their 
efficiency is limited. A large mesh screen will let 
many sparks escape. A small mesh screen will 
soon become carbon congested and impede the 
passage of smoke. The best procedure is to use 
medium mesh screens of heat-resisting alloy 
metal. These screens will require periodic clean- 
ing. Medium mesh will allow only those sparks 
having a limited "glow life" to escape, retaining 
those large and more dangerous embers in the 
stack. During periods of low humidity and high 
wind velocity, special precautions must be taken 
depending upon the fire risk in the immediate 
area. 

8-5. Mechanical Devices 

Engines of any type, or other machines in which 
friction is created, are possible sources of fire. 

a. A common example of this is a fire caused by 
overheated bearings. Wherever there are engines, 
there should be frequent elimination of lint and 
dust from the immediate surroundings of the 
moving mechanical device. Also all excessive 
flammable lubricants should be removed promptly. 

b. Grinding wheels aaid other spark-producing 
equipment are a fraquent cause of fires and should 
not be permitted in areas which might contain 
highly flammable gas or vapors. Neither should 
flammable materials of any type be left in an area 
where sparks may fall upon them. 

c. Blower systems including all duct installa- 
tions, whether used for ventilation, air condition- 
ing, or dust and vapor elimination, are fire haz- 
ards. Most dust, including that of some metals, is 
an explosion hazard where a spark is possible. 
These sparks may be struck by fan motors, over- 
heated fan bearings, or the movement of the fan 
against surrounding metal. Blower fans or their 
metal housings should consist of nonferrous 
metal. The ducts must be of metal and free from 
contact with wood and other flammable material. 
They must also contain parts which will permit 



frequent cleaning and compartment dampers 
which will isolate the fire to a single section if 
prevention fails. 

8-6. Effect of tlie Sun 

The sun frequently is responsible for fires, though 
it is usually assisted by some manmade imple- 
ment. 

a. A fire inspector must be especially observant 
of these implements, because under most condi- 
tions they are extremly difficult to detect as fire 
hazards. For example, forest fires have been 
known to start from discarded bottles or other 
fragments of glass left by careless campers. The 
sun's rays, shining through a piece of glass which 
may be so ideally curved and placed as to act as a 
magnifying glass, are concentrated so as to ignite 
a piece of paper. Similarly, curtains can be ig- 
nited by a window pane containing a bubble or 
some other irregularity. Fire may also occur from 
such sources as laboratory flasks, fish bowls, 
water bottles, concave mirrors (which reflect 
heat), and other common sources. The sun also 
contributes to spontaneous heating, thus aiding 
ignition. During warm seasons when buildings 
are closed for the weekend, sprinkler heads lo- 
cated beneath skylights and in attic spaces may be 
discharged, often resulting in considerable water 
damage. 

b. The possibility of fire being started by the 
sun is somewhat remote. However, since numer- 
ous conditions may create these so-called freak 
fires and any one fire may completely destroy a 
building or many buildings, these possibilities de- 
serve careful consideration. 

8-7. Buildings Under Construction 

Buildings in their various stages of construction 
usually have more fire hazards than they do after 
they are completed. 

a. Probably the primary reason for this is the 
fact that most people cannot visualize a building 
burning down completely before it is put up com- 
pletely. Therefore, there is usually no fire-extin- 
guishing equipment immediately available. On an 
Army base, construction operations are common. 
The loss of any of these projects by fire, regard- 
less of their stage of completion, may cause severe 
hardships and serious delays. For this reason, it is 
recommended that fire extinguishers be made 
available in proper quantity and be adequately 
distributed throughout the project. All excess 
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wood and other combustible materials should be 
removed promptly. Heaters and heating equip- 
ment should be strong and safe. They should be 
located where they will not ignite other material, 
and must be constantly attended. 

b. Combustible materials should not be stored in 
or near buildings under construction. Gasoline 
and other volatile liquids should be segregated 
and stored in standard safety containers, prefera- 
bly underground if the liquid is kept in any large 
quantity. Windbreakers and tarpaulins should be 
properly secured, and their location should be 
checked for possible fire sources. Welding should 
be supervised and all adjacent combustible mate- 
rial either removed or adquately protected from 
the flame and flying embers. Stairways and exits 
must be clear and properly maintained in order to 
enable quick evacuation of the structure and for 
extinguishing the fire in any location. 

8-8. Heating Systems 

Heating systems are a common source of fire dur- 
ing winter seasons in most latitudes. Heating 
units and their conditions of installation are so 
variant that it is impossible to deal with each 
specific hazard in detail here. 'The best procedure 
is to inspect each heating system while it is out of 
operation and also while it is in various phases of 
operation, and then take the necessary action to 
eliminate hazards. Any source of heat is a poten- 
tial fire hazard unless it is so constructed and 
installed that it will not heat nearby combustible 
materials to a point where they may ignite. Heat- 
ing devices, for a proper margin of safety, should 
be so installed that exposed woodwork will not be 
heated in excess of 160° F. (71° C). Normally, 
building codes require that heating units and 
their conveying ducts be installed a given mini- 
mum distance from combustible materials. This 
condition seems somewhat unimportant if we do 
not take the ventilation and circulation aspects 
into consideration. 

a. Insulation. Insulation alone is not a solution 
to safe heating. Heat from a stove base, for exam- 
ple, has been known to penetrate metal, brick, and 
asbestos and to char the wood beneath when these 
materials had no air space below them. Long peri- 
ods of high temperatures have been known to 
cause fires under apparently safe conditions. In 
large rooms, a reasonable clearance between the 
heating device and the combustible material is the 
primary requisite. In small rooms the lack of 



space may restrict the proper clearance and some- 
times even adequate insulation to supply the 
proper safeguard against the ignition of combus- 
tibles. This requires a closer watch on the quan- 
tity and consistency of heat and more careful 
inspections. 

b.Furwtces. Stationary heating devices are 
rated in three grades: low, medium and high. 
Low-grade furnaces develop temperatures up to 
600°F.(315°C.). Medium-grade furnaces develop 
temperatures from 600° F. (315° C.) to 1,500' F. 
(815°iC.). High-grade furnaces create tempera- 
tures in excess of 1,500' F. (315° C.) and require 
30 feet (9.15 meters) of frontal clearance, 10 feet 
(3 meters) on the rear and sides, and 15 feet (4.6 
meters) of overhead clearance. 

c. Steampipes. Steampipes of any type may, in 
the course of time, make charcoal out of wood 
with which they are in contact. This charcoal is 
subject to spontaneous ignition because it absorbs 
great quantities of oxygen from the atmosphere. 
Steampipes should be wrapped in asbestos or 
magnesia insulation which has a minimum of 1 
inch (2.54 centimeters) of clearance from all 
woodwork. 

d. Ranges and Ventilating Systems. Massive 
ranges and ventilating systems present great haz- 
ards in dining halls and &her locations where 
food is prepared for large groups. Hot grease boil- 
ing over containers, the residue in the hoods, the 
area over the range, and the space within the 
ducts leading away from the hoods are the chief 
sources of fire danger. Ducts should be made of 
not less than No. 18U.S. gage steel, tightly riv- 
eted at the joints, so that if the grease residue 
ignites and burns there will be a minimum of 
damage to the building itself. Access ports should 
be prwided in exhaust ducts to enable periodic 
cleaning. 

e. Stoves. Coal and wood stoves should be 
mounted on a fire-resistant floor and should follow 
the clearance and ventilating requirements of a 
low-grade furnace. 'The stovepipes must be prop- 
erly installed and must not pass through confined 
spaces in which an ignition temperature could 
build up. Stovepipes should be properly supported, 
kept in good repair, and cleaned regularly. 

8-9. Electricity 

■Electricity, if improperly used, may easily become 
a major fire hazard and a serious source of danger 
to personnel. 
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a. When the simple and proper rules of installa- 
tion and use are followed, electricity is a superior 
source of power, illumination, and heat. It may 
become a fire hazard by overheating, arcing or 
sparking. Overheating is a condition where an ov- 
erload of electrical current is passed through a 
wire and the internal heat created by the overload 
burns through to ignite the insulation covering 
the wire. This insulation then ignites adjacent 
combustibles. When an electric motor is over- 
worked or defective, it overheats, and fire results. 
A single electrical outlet or wire used as a power 
supply for too many electrical implements will 
cause overheating, brans' is a sustained luminous 
glow which is formed under certain conditions 
when a break is made in an electric circuit. An 
arc light and the breaker points in an automotive 
distributor system are examples of arcing. Spark- 
ing is an electrical condition in which light is 
created, accompanied by a sudden disruptive dis- 
charge, between two conductors separated by air 
or some similar medium. The action of spark 
plugs in an internal combustion engine is an ex- 
ample of sparking. 

b. To minimize these hazards from electrical 
sources, the equipment and installation should be 
standardized and properly maintained. It is the 
job of tire-inspection personnel to see that these 
hazards are completely eliminated. Being certain 
that no fires will start from an electrical source 
today gives no assurance of fire safety next week. 
Inspectors unable to visit each building daily must 
help educate the occupants on what constitutes a 
fire hazard. 

c. Electrical installations are made in accord- 
ance with national electrical codes, state laws, and 
municipal ordinances. If these provisions are fol- 
lowed, fire hazards are decreased but certainly not 
eliminated. Deterioriation by use, abuse, and age 
often requires the replacement of electrical wires 
and their associated implements. Frequently, 
crude installations and use of electrical fixtures 
make for flagrant violations of fire safety rules. 

d. Electrical circuits carry currents of varied 
intensity. When current is suddenly cut off, 
whether by accident-such as by a loosened 
contact at a terminal-or by intention, an arc is 
produced. The magnitude of this arc depends 
upon the current and amount of voltage involved. 
At all times the temperature of this arc is very 
high, and it can ignite combustible materials. In 
addition, the metal of the conductor usually fuses. 
This hot, flying metal, along with the flyingi 



sparks, amy also ignite combustibles and fre- 
quently causes ignition of the wire insulation. 

e. 'The electric wire, or conductor, as it is tech- 
nically termed, is normally a negligible considera- 
tion from the standpoint of 'overheating tenden- 
cies. However, there is a possibility of overload- 
ing, for each conductor is rated with a certain 
maximum capacity. Fire hazards occur in two 
ways when this capacity limitation is exceeded: 
through the deterioration of the insulation (which 
exposes the wire) and through the creation of 
excessive heat. 

8-10. Fusesand Other Safety Devices 

Many devices have been designed to give overcur- 
rent protection. These devices open the circuit and 
cut off the current when the electrical flow 
reaches a given maximum. 

a. The most common of these devices is the 
fuse, which contains a strip of metal that over- 
heats and melts when the current exceeds the fuse 
capacity, thus breaking the circuit. Fuses consist 
normally of two common types, the plug type and 
the cartridge type. 

b. Another protection against overcurrent is 
provided by the circuit breaker. This device auto- 
matically cuts off the flow of electricity when the 
current becomes excessive. 

c. All overcurrent protective devices must be so 
designed as to confine the arc harmlessly within 
themselves when they go into operation. Clean 
contacts at the fuse terminals or boxes are impor- 
tant because dirt can cause overheating and the 
blowing of fuses. 

d. The hazards most likely to be found in over- 
current protective devices are as follows : 

(1) Plug fuses which have blown out and 
have had pennies inserted behind them or wires 
inserted between the broken contacts. 

(2) Fuses of a capacity higher than desira- 
ble, or circuit breakers with too high a setting. 

(3) Fuses or circuit breakers in poor me- 
chanical condition. 

(4) Unconfined fuses in an area containing 
combustible material. 

(5) Fuse cabinets with open or missing 
doors. 

(6) Corroded fuses, inclosures, or circuit 
breakers. 

(7) Refillable fuses containing additional 
metal strips. 
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(8) Cartridge fuses which have been blown 
and replaced with nails, wires, or other metal. 

(9) Cricuit breakers made useless by the 
tying or blocking of the tripping element. 

8-11. Wiring and Switclies 

There are several recognized methods of installing 
electrical wiring. Only rigid conduits should be 
used where gasoline vapors may be present. No 
conductor should be installed, even temporarily, 
that does not conform to all safety requirements. 

a. The hazards most frequently found in electri- 
cal wiring are as follows : 

(1) Overloaded conductors. 

(2) Corrosion of the conductor coverings. 
(8) Corrosion and loosening of supports. 

(4) Covers of outlet boxes or junction boxes 
removed. 

(5) Wiring installed for temporary use. 

(6) joints not properly put together. 

(7) Flexible conductors hung over nails or 
other makeshift contrivances which may cause 
wear and create arcing or sparking. 

6. In electrical switches the chief hazard is 
caused by arcing when the switch is operated. 
Switches should contain an inclosure that will 
confine any arc that might occur. The most promi- 
nent hazards in switches are corrosion, faulty me- 
chanical condition resulting from use or abuse, 
overheating due to poor contact or an overload of 
current, inclosures absent or ineffective, and con- 
tacts burned or pitted where the circuit is opened 
or closed. 

8-T2. lamps 

The principal types of electric lamps are vapor, 
incandescent, and arc. 

ft. In locations where flammable gases, vapors, 
or dust are present, the improperly equipped lamp 
becomes an explosion and (fire hazard. Mercury 
arc lamps are a spark hazard if not confined. The 
gas-iftUed lamps now in common use generate 
enough heat to ignite combustibles in contact 
with, or close to, the globe. Neon lamps require a 
high-voltage supply and offer a hazard from the 
arcing which this high voltage may create. Porta- 
ble lamps are frequently used in damp or wet 
locations. This practice presents both a fire haz- 
ard and a personal safety hazard. 

6. The hazards most common in portable lamps 



are fragile sockets, the use of defective or unap- 
proved cord, the use of frail lamp guards or the 
absence of any guard, and the failure to provide a 
disconnection release in the event of strain on the 
cord. Lamp sockets are not great fire hazards if 
an approved type of socket containing the correct 
load limit is used and if the component socket 
parts are properly assembled. 

c. There are many lamps in use that are of 
substandard construction. When making a fire 
safety inspection, inspect these lamps carefully. A 
substandard lamp is a definite fire hazard. 

8-13. Flexible Cords 

Flexible cords should be used only when abso- 
lutely necessary, for their use constitutes a dis- 
tinct fire hazard unless careful attention is given 
to their treatment and condition. Flexible, porta- 
ble cords are subject to muchabuse. They contain 
a conductor of fine strands of wire with an insu- 
lating covering of small dimensions, which fre- 
quently consists of combustible materials. In- 
stances have occurred where metal-wheeled vehi- 
cles have passed over portable, flexible cords and 
caused critical losses by creating an arc in the 
presence of gasoline vapors. A cord should be 
lifted over any heavy moving object instead of the 
object passing over the cord. The better portable 
cords are covered with a heavy rubber outer 
jacket. Constant observation and maintenance of 
these cords is a paramount safety precaution. 
Complete replacement of a cord is necessary when 
appreciable wear becomes evident. 

8-14, Motors and Generators 

Electric motors and generators present a definite 
fire hazard, since they can produce arcs or sparks 
and frequently overheat and burn out because of 
overload. 

a. The motor frame should be suitably inclosed. 
Combustible material should be kept away from 
the vicinity of motors and generators to prevent 
hazardous conditions resulting from arcing and 
sparking. Overcurrent protection will safeguard 
against overloading. 

h. The following are the common precautions 
required in the use of electric motors to safeguard 
against fires. They must be kept away from com- 
bustible material and out of damp places which 
subject the motor to corrosive vapors. The over- 
current must not exceed 125 percent of its rated 
capacity. Lint and dust must be kept off the top of 
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the motor. Special precautions must be taken 
when starting an electric motor near combustible 
material because of the arcs and heat produced by 
the motor. Low voltage at the terminal must be 
corrected because it will cause the motor to burn 
out and start a fire. Overloading also produces 
heat and becomes a fire hazard. 

8-15. Static Electricity 

Static electricity is generated to an appreciable 
extent in many industrial and manufacturing op- 
erations. It is a factor which requires major con- 
sideration where aircraft are used. 

a. Previously it was believed that static electric- 
ity was generated only by friction between two 
unlike substances. It is now known that static 
electricity is created by contact between two un- 
like substances even though no friction is present. 
Static electricity is known to be a serious fire and 
explosion hazard in the presence of volatile flam- 
mable liquid, flammable gases, highly ignitible 
fibers, and combustible dusts. 

b. In areas where the hazard is great, it is ad- 
visable to replace belts with chains and gear 
drives to eliminate the generation of static elec- 
tricity. When the construction features cannot be 
changed to prevent the generation of static elec- 
tricity, it is also advisable to ground all metal 
parts which may accumulate an electrical charge. 
The atmosphere normally is a nonconductor of 
electricity, but ionized air will normally draw 
static electricity from charged metal implements. 
Static neutralizers may be installed to do this. 

c. Humidity is an important factor in the abil- 
ity of static electricity to drain from highly 
charged metal objects. Where high humidity is 
present, surface resistance is reduced, and electri- 
cal charges are drained off almost as they form. A 
humidity of 40 to 50 percent generally prevents 
any quantitative buildup of static electricity. 

d. Static electricity is created when gasoline or 
similar flammable liquids are passed through a 
hose, poured from one container to another, fil- 
tered, or subjected to velocity in almost any man- 
ner. These dangerous static charges frequently 
cause serious fires and explosions unless preven- 
tive measures are taken. 

e. When gasoline is discharged through a hose, 
a copper wire should be installed from the pump 
through the hose to the nozzle, and the nozzle 
should be kept in contact with the metal recepta- 
cle at all times. In many cases, such as in aircraft 



tanks, a separate wire with a male connection is 
plugged into a static electricity drain installed 
near the tank opening. This device should be 
plugged in before the gasoline is allowed to flow 
through the hose. 

8-16. General Storage Precautions 

In theaters of operations, where materials are 
stored outside or where they are protected in 
warehouses, large quantities should be divided and 
dispersed to discourage fire propagation. At the 
same time, ample space should be allowed for ex- 
tinguishment activity and the firefighting equip- 
ment. Fire losses are greatly decreased if the var- 
ious classes of supplies are stored systematically. 

a. Fire Extinguishers. Fire extinguishers 
should be strategically placed in storerooms and 
other locations where flammables are present for 
controlling fire at its outbreak. Instructions 
should be provided which inform the occupants of 
the buildings to call the fire department immedi- 
ately if fire occurs, then attempt to put out the 
blaze with first-aid extinguishers. If more than 
one person is present, one should turn in the 
alarm while the rest fight the fire. 

b. Sign. Signs should be conspicuously placed 
where special precautions are necessary which 
order "no smoking" and other essential precau- 
tions. A recommended procedure in the event of 
fire should also be given. Metal containers, plainly 
marked for the intended contents, should be 
placed where needed and a safe distance from 
structures and flammables. Both civilian and mili- 
tary personnel should report any violations of fire 
regulations without delay to the responsible per- 
son in charge. 

c. Fuds. Engine fuels, lubricants, gasoline, and 
coal should be stored separately on bases that are 
without previously installed permanent facilities. 
Gasoline and oil drums should be stacked'horizon- 
tally in double rows, butt to butt. Flammable liq- 
uids should be placed on a slope away from dan- 
ger so that the free liquid will drain off in a safe 
direction. When storage involves great quantities 
of liquid fuel, it should be segregated into group 
volumes as small as practicable, with earthen 
dikes erected around each group to confine the 
burning limits to single areas or groups. 

d. Ammunition. All types of ammunition should 
be stored in isolated areas, in individual piles, sep- 
arated by enough space to allow passage of vehi- 
cles for fire extinguishment and for removal of 
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exposed ammunition to a safe area during the 
course of a fire. If possible, ammunition piles 
should be segregated to prevent an individual pile 
from exploding another or a series of others, 
causing the complete loss of materials in the area. 
The distance between piles can be determined by 
the type of ammunition and its characteristic re- 
action upon detonation. 

8-17. lightning 

Lightning is a frequent cause of fires. At -certain 
periods in past years it has led the field from the 
standpoint of monetary losses. 'On bases where 
there are wooden structures, flammable liquids, 
and ammunition powder, precautions against 
lightning must be taken. This is especially true in 
some sections of the United States where the 
lightning hazard is present for almost 100 days 
out of every year. 

a. Lightning rods prevent damage from light- 
ning if they are properly installed. The rods must 
extend from 24 inches (0.6 meter) to 60 inches 
(1.6 meters) above the highest projection of a 
structure with grounding connections distributed 
symmetrically around the base of the structure. 
At least two down conductors and ground connec- 
tions should be made at the opposite horizontal 
ends of the structure. The lightning rods, conduc- 
tors, and grounding connections should be made 
of copper. Where several lightning rods are in- 
stalled on a structure, they should be bonded to- 
gether by horizontal conductors following the roof 
edges, roof ridges, and parapets of the structure. 
Likewise, all down or vertical conductors should 
be connected to bonded grounding connections. All 
conductor cables should be not less than 1'? Ameri- 
can wire gage (AWG) . 

b. All oil tanks, whether of steel or some other 
material, should be grounded. Direct lightning 
strikes on the tank may be averted by a network 
of wires, properly grounded, at least 6 feet (1.8 
meters) above the tank. A series of steel masts 
may be erected around the entire tank farm at 
such a height that they will not impede ground 
activity. The masts are then joined with a series 
of wires which form a horizontal pattern. 

c. Structures containing stored explosives need 
protection not only against direct lightning hits 
but also against induced sparks caused by a light- 
ning strike in the immediate area. The best loca- 
tion for powder storage is underground or in 
small individually segregated rooms. These rooms 



should be covered with earth and equipped with 
copper cables running across the roof and 
grounded on each side. 

8-18. Painting and Spraying 

In any location where paint and lacquer spraying 
is performed, whether it involves vehicles, air- 
craft, or simply structural interior decorating, it 
is always fairly certain that flammable solvents, 
ignitable at low temperatures, are present in the 
atmosphere. Ventilation is the best insurance 
against vapor ignition. Each compartment or 
spray booth should be equipped with an individual 
exhaus!t duct, including a sparkproof fan. Theuse 
of heat for drying purposes increases thefire haz- 
ard in paint spray areas and increases the necess- 
ity for caution. Electrical hazards are the greatest 
source of fire danger in a paint spray area. Spon- 
taneous ignition and careless operation and main- 
tenance habits are also high on the list of fire 
hazards. 

8-19, Miscellaneous 

Common deficiencies and conditions, not other- 
wise covered in this chapter, which require atten- 
tion during inspections are as follows: 

a. Sprinklered Buildings. Arrangements should 
be made to keep at leastlg inches (45.72 centime- 
ters) clearance below sprinkler defectors to 
reduce possible obstruction to distribution of 
water. 'For high-piled combustible stock, increased 
clearance of 36 inches (91.44 centimeters) or 
more should be provided. Sprinkler heads should 
not be painted, and painted heads must be re- 
placed. Alterations, extensions, additions, or other 
modifications to existing buildings should not be 
made without providing for necessary alteration 
of the sprinkler system. When new suspended ceil- 
ings and similar additions to the building are 
made, the necessary extension of the sprinkler 
system may tend to be ovenlooked. New parti- 
tions, unless positioned midway between sprinkler 
heads or lines, require additional sprinkler heads. 
A change of occupancy may also create conditions 
that require sprinklers. 

b. Automatic Fire Alarm Systems. The same 

conditions as described in <i above may occur in 
buildings in which automatic fire alarm systems 
are installed. All combustible dormitory type 
buildings with individual sleeping rooms should 
have automatic fire alarm systems. This is partic- 
ularly true of former open bay barracks of com- 
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bustible construction which have been modified 
for individual or two- to four-man sleeping rooms. 

c. lnt&-ior Finish and InsvUtion. Interior finish 
and insulation in Army buildings is required to be 
noncombustible (flame spread rating of not 
higher than 25 as tested in accordance with 
ASTM E 84). Combustible material such as ply- 
wood, low density flberboard, or similar material, 
often installed by troop labor or self-help, should 
be removed. 

d. Exit Facilities. Inspection should determine 
the condition of panic hardware, exit lights, and 
door swing of exit doors. Exit doors should not 
have blocks or locks or chains installed unless 
they are unlocked or removed when the building is 
occupied. Structures must have two exits; exces- 
sive dead-end corridors may require additional 
exits or outside stairs. 

e. Fire Doom. Fire door closing devices should 



be in good operating condition. The doors should 
not be blocked. Doors such as stairway enclosure 
doors should be kept closed. 

f. Cleaning witli Gaso//na Cleaning with gaso- 
line or similar flammable liquids is prohibited. 

g. Close- of- Business Inspections. This inspec- 
tion, conducted by the building fire marshal, is an 
important fire prevention practice, particularly in 
clubs, theaters, and other places of assembly. 
Trash and smoking material should be removed 
from the building and upholstered cushions on 
furniture turned up. Early morning inspections 
by the fire department are recommended to deter- 
mine if this has been done. 

h. Hoods. Hoods over kitchen equipment should 
be equipped with a washable type filter. 'This filter 
should be cleaned weekly, usually in the dishwash- 
ing machine. The hood and connecting ducts 
snould also be cleaned regularly. 
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1. Army Regulations 


AR 50-2 


AR 95-1 


AR 95-26 


AR 310-1 


AR 320-50 
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APPENDIXB 
ARMYAIRC RAFT DESIGNATIONS AND FUELS 



Helicopter Series 



Obnrvation Series 



Former 
designation 



current 
designation 



Fuel 



Former 
desiarnation 



Current 
designation 



Fuel 



HU-1 UH-1 

HU-IA UH-IA 

HU-IB UH-IB 

UH-IC 

HU-ID UH-ID 

UH-IH 
HO-6 0H-6A 

0H-13C 

H-13E 0H-13E 

H-13G 0H-13G 

H-13H 0H-13H 

H-13K 0H-13K 

0H-13S 

H-19C UH-19C 

H-19D UH-19D 

H-21B CH-21B 

H-21C CH-21C 

H-23B OH-23B 

H-23C OH-23C 

H-23D OH-23D 

H-23F OH-23F 

OH-23G 

H-34A CH-34A 

H-34C CH-34C 

H-37B CH-37B 

HC-IB CH-47A 

CH-47B 

CH-47C 

CH-54A 

AH-IG 

AH-56A 
TH -55A 
TH-13T 



P-4 

P-4 

P4 

P4 

P-4 

P4 

P4 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
116/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
J P4 
J P-4 
J P4 
JP4-or 
JP-5 
J P4 
J P4 
J P4 
115/146 



I-19A 0-lA 

0-lD 
TO-IA 

TL-19D TO-I D 

TO-IE 

L-19E 0-lE 

0-lP 
0-lG 



utility Series 



Former 
designation 



Current 
designation 



VTOL ft STOL Series 



Former 
designation 



Current 
designation 



115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 
115/145 



U-IA Same 115/145 

L-20A U-6A 115/145 

L-23D U-8D 115/145 

RL-23D RU-8D 115/145 

L-23E U-8E 115/145 

L-23F U-8F 115/145 

U-8G 115/145 

L-26B U-9B 115/145 

L-26C U-9C 115/145 

RK-26D RU-9D 115/145 

U-lOA 115/145 

U-IOD 115/145 

u-21 J P4 

C-45(AF) 91/96 or 
115/145 

C-47(AF) 115/145 



Fuel 



A 0-1 OV-1 J P4 

AO-IA OV-IA J P4 

AO-IB - _ OV-IB J P4 

AO-IC OV-IC J P4 

CV-2A _ _ C-?A(AF) 115/145 

C-130(AF) J P4 

AC-IA .,_ CV-2B(AF) 115/145 

C-123 (AF) 115/145 

C-131(AF) 115/145 



Training Series 



T-42A 

T-41B 
T^IB 
T-41D 



115/145 
115/145 
115/145 
115/145 
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INDEX 



Pancnpli ?■(• 

Accidenta 6-1 6-1 

Accordion load 4-28o 4-18 

Adapter 4-12o 4 6 

Advancing hoee: 

With a handline ^26^ 42 2 

Up a ladder 4-26« 421 

Up a stairway 4-26/ 421 

Advancing the lines 4-26d 421 

Aid, first. (See First aid.) 
Aircraft: 

Anti-icing 6-18 6-13 

Auxiiiary power plants 6-12d 6-13 

Components 5-7 6-2 

Crew entrapment 5-15 6-18 

Ejection seat 6-266 6-18 

Electrical system 6-12 5-12 

Emergency rescue procedures 6-24 5-17 

Engines 6-7 6-2 

Fires 6-23 6-8 

Firefighting 6-1 6-1 

Fire extinguishers 6-26 5-17 

Fire hazards 6-6, 6-7, 6-23 6-2, 6-8 

Flammable materials 6-3 6-1 

Fuel system 6-9 5-10 

Heater system 6-14 6-13 

Ignition 5-12c 6-12 

Models - 6-26 6-18 

Oil system 6-10 6-11 

Oxygen system 6-11 6-11 

Power plants 6-7 6-2 

Rescue 6-1 6-1 

Traffic pattern 5-18 6-14 

Tubing identification 6-3 6-10 

Airfield emergency 6-22 5-16 

Alarm systems 1-20, 1-24 1-8, 1-12 

Alphabet, phonetic 1-22-c 1-9 

Alpha radiation 6-lla 6-3 

Aluminized covers „ 2-3a 2-3 

Ammunition! 

Deterioration 7_26 7-1 

Hazards 7-2 7-1 

Safety violations 7_2c 7-1 

Stacking 7-3o 7-3 

Storage 8-16d 8-6 

Storage chart 7_4o 7-4 

Anti -icing system , 6-18 6-13 

Apparatus: 

Breathing 2-4 2-8 

Appliances 2-14 2-21 

Application of water 4ii 4-4 

Arcing 8-66(4) 3-4 

Arm-lift resuscitation 4 62 466 

Artificial respiration 4-^8, 4-68 4 62,4 67 

Atmospheric pressure 4-106 4 4 

Attacking the fire .__ 6-16« 6-4 
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Automatic and manual fire alarm system report l-17o 1-7 

Automatic, manual, and water flow alarm system 1-20 1-8 

Aviation gasoline ._ _ _ _ 6-4 5-1 

Ax: 

Cutting 4-39a 440 

Fire 4-39c(4), 4-39/t 4-41,4-46 

Hitch 4-16/ 4-6 

Backfires 7-llt 7-16 

Ball valve 2-lOfl 2-19 

Batteries 5-126 5-12 

Battering ram 4-39c 4-41 

Becket bend 2-16t 2-26 

Bleeding: 

External 4-56 4-60 

I nternal 4-57 4-62 

Booster line 4-36tt 4-34 

Boots 2^2d 2-1 

Bowline 2-16^7 2-26 

Breathing apparatus 2-4 2-3 

Breathing apparatus limitations 2-4e 2-6 

Breathing apparatus for special situations 2-4d(4) 2-6 

Broken back 4-66d 4-69 

Broken neck 4-66e 4-71 

Building under construction 8-7 3-2 

Bunker coat 2-2a 2-1 

Bunker trousers 2-26 2-1 

Burns ~_l I__~ '_ 4-67 4-73 

Butterfly valve 2-lOc 2-20 

Carbon dioxide extinguishers 2-19 2-28 

Care of hose 2-76, 2-7c 2-11 

Carry: 

Fireman's 4-49 4-55 

Hose 4-26 4-17 

Ladder 4-33 4-27 

One-man method 4-48o 4-55 

Pack-strap 4_50 4.66 

Rescue 4-48 4-56 

Shoulder , 4-306 4-25 

Tools 4-39t 4-47 

Two-man method 4_486, 4-51 4-B6, 4-57 

Underarm 4-26d 4-21 

Causes of fires 8-2-8-6 8-1, 8-2 

Cease operations signal l-23c 1-12 

Ceilings 4.395, 4-46 

CP3Br 4-3 4-1 

Characteristics of fire 3-1 S-1 

Charged line l-23o 1-9 

Chemical extinguishment agents 3-2 3-1 

Chemicalheatenergy 3-6a 3.3 

Chemical munitions markers 7-5 7.7 

Chemistry of fire l-3a, 3-1 |-|, 3-1 

C best-pressure resuscitation 4_62 4-66 

Chief: 

Assistance 1-75 I.3 

Crew _"_ _"__~"_"_'_.r — ~— l-7d 1-4 

Fire l_7o 1-3 

Station l_7c I.4 

Chimney hitch 2-16e 2-25 

Clamp,hose Z-Ud 2-22 

Classes of fire 3-6 3.4 

Classes of fire trucks: 

600 2-55 2-6 

530B 2-5c 2-7 
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Classes of fire trucks-Continued 

B80C 2-6<^ 2-7 

7B0A 2-5o 2-6 

Climbing, ladder 4-26 4-38 

Closingin on tliefire 4-71 4-76 

Clothing: 

JVj ai ntenance 2-2/ 2-2 

Normal protective 2-1, 2-2 2-1 

Special protective 2-2 a-3 

Clove hitch 2-16c 2-24 

Coat, bunker _ 2-2o 2-1 

Codes, cdor 6-8 6-10 

Coiling a handline 2-16o 2-24 

Color codes 6-g 6-10 

Combustible metal agent 2-26 2-38 

Combustible vapors 8-S6, S-^ 2-2 

Combustion 3-1, 2-2, 3-4a 3-1, 2-2, 

3-6o(l), 4-41 3-3, 4-47 

Communications __ 1-19-1-24 1-7-1-12 

Compressed air, self-contained, demand breathing apparatus 2-4c 2-4 

Conduction l-8d I -I 

Connection ! 

Siamese _ _ _ _ 2-116 2-21 

Wye II 2-110 2-20 

Construction l-3d I -I 

Control, fire I I_ I_.I 4-2, 4-69 4-1, 4-74 

Controlling charged line 4-29 4-29 

Cords, flexible ^ - 8-13 8-5 

Coupling: 

Breaking 2-8fe 2-16 

Damage 2-8; 2-16 

Double 2-86(1) 2-11 

Expansion ring 2-8/ 2-13 

Female 2-85(2) 2-12 

Gasket 2-8^(2) 2-12 

Hose 2-8 2-11 

Lug 2-8e 2-13 

Making up 2-8g 2-14 

Male 2-86(1) 2-11 

One-man coupling procedure 2-8fl'(l) 2-14 

Quarter turn 2-85(3) 2-12 

Reducing 2-86(3) 2-12 

Screw type 2-8c 2-12 

Sleeves 2-8i ^16 

Snap 2-86(3) 2-12 

Two-man coupling procedure 2-8^(2) 2-16 

Use 2-8o 2-11 

Couriers 6-6 6-1 

Covering exposures 4-1 4-1 

Covers: 

Aluminized 2-8o 2-3 

Salvage I ~~~ __!__ 4-465 4-62 

Crash: 

Rescue 6-24 6-17 

Stations 1-10 1-6 

Crew: 

Chief WJd, 4-79 1-4, 4-80 

Entrapment 6-16 5-13 

Cross body hose beds 4-216 4-12 

Cross fold hose finish 4-246 4-16 

Cross ventilation 4-446 4-61 

Crowbar II ~_ 4-39c(7) 4-41 

Crown fires 7_106 7-13 

Cutting with ax 4-39o 440 
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DA Forms 1-7/, 1-16 1-4, 1-6 

Deck pipe 2-9/ 2-19 

Decontamination 6-16/ 6-5 

Decrease pressure signal ^ l-23e 1-12 

Deluge set 2-9/ 2-19 

Demand breathing apparatus . , 2-46 2-4 

Department radios 1-21 1-8 

Design, aircraft 6-6 6-2 

Determining tlie cause of fire 4—76 4-79 

Devices : 

Combine flow 2-11 2-20 

Control flow , 2-10 2-19 

Divide flow 2-11 2-20 

Master stream 2-9/ 2-19 

Mechanical 8-5 8-2 

Protective _. 4-46c 4-53 

Safety 8-10 8-4 

Dining facilities . 1-12 1-6 

Discharge, rate 4-9, 4-13o 4-3, 4-6 

Disposal teams ^ ^ 6-6 6-1 

Divided load 4-21o 4-11 

Donut roll 4-19a 4-9 

Door opener . 4-39c 4-41 

Doors 4-396, 4-39C 4-41 

Double donut roll 4-196 4-9 

Drafting sleeve mallet . 2-14a 2-21 

Drafting water 4-10 4-4 

Drain, water 4-46c 4-63 

Drills, pumper . - 4-18 4-8 

Driver qualification record 1-7/ 1-4 

Dutchman 4-23a(2) 4-13 

Eductors 2-13 2-21 

Electricallieatenergy 3-56 3-4 

Arcing 3-56(4) 3 4 

Dielectric 3_5fe (3) 3-4 

Induction 3-56(2) 3-4 

Lightning 3-55(6) 3-4 

Resistance 3_55 (l) 3-4 

Static 3-55(5) 3-4 

Electricity 8-9 8-3 

Electric shock 4-65 4-67 

Electric system 5-7a(2), 5-75(2), 5-2, 5-8, 

5-12 5-12 

Emergency judgment test 1-7/ 1-4 

Emergency, off the airfield , 5-23 6-15 

Emergency, on the airfield 5-22 5-15 

Engines: 

Opposed design 5-7 6-2 

Radial design 5-7a(l) 6-2 

Reciprocating 5_7a 6-2 

Turbine 5_7t 5-8 

Entering , -^ 4-45 4-51 

Entrapment, crew . . 5-15 6-13 

Entry, forcible 4-39 4-40 

Equipment, firefighting units 1-6 1-2 

Estimate of loss 4-77 4-79 

Estimating the fire , — 7-116 7-13 

Evaluation of situation 4-42, 7-115 4-48,7-13 

Explosion, nuclear 6-8 6-2 

Explosive: 

Kinds of fire 7-4 7_4 

Limits 3-3d 3-2 

Symbols 6-13 6-3 
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Exposures, covering 4-1 4-1 

External bleeding 4-56 4-60 

Extinguishers: 

Aircraft 5-25 5-17 

Bromotrifluoromethane (CP3Br) 2-24 5-17 

Carbon dioxide 2-19 2-28 

Dry chemical 2-24 2-31 

Dry powder 2-25 2-32 

Familiarization 5-26 2-33 

Fire 2-17 2-28 

Fixed 5-25 5-17 

Foam 2-23 2-31 

Inspection 2-18 2-28 

Portable 5-25 6-17 

Pressurized water , 2-21 2-29 

Pump type, water 2-20 2-29 

Soda-acid 2-22 2-30 

Winterization ■ 2-28 2-34 

Extinguishment, classes of fire '. 4-3 4-1 

Eye splice 2-166 2-24 

Facilities for firefighters ! 

Crash stations 1-10 1-5 

Dining 1-12 1-5 

Heat 1-13 1-5 

Sanitation 1-13 1-5 

Sleeping quarters 1-11 1-5 

Structural stations 1-9 1-5 

Training 1-14 1-5 

Factor, time 6-16c 6-5 

Factors affecting friction loss , 4-12,4-14 4-5, 4-6 

Female couplings - 2-86(2) 2-12 

Final action 4-78 4-80 

Finish: 

Doughnut-roll 4-19a 4-9 

Hose-load . 4-20 4-10 

Rip-rap load „ 4-246 4-15 

Skid load 4-24c 4-15 

Fire: 

Army aircraft , 6-23 6-8 

A X 4-39o 4-40 

Backfires 7-llt 7-15 

Breaks 7-llA 7-15 

Characteristics , 3-1 3-1 

Chemistry l-3o, 3-1 l-l, 3-1 

Chief l-7o 1-3 

Classes 3-6 3-4 

Closing in on „ 4-71 4-75 

Clothing maintenance . , 2-2/ 2-2 

Control methods 4-2, 4-69 4-1, 4-74 

Crown 7-105 7-13 

Department radios , 1-21 1-8 

Determining the cause 4-76 4-79 

Determining the origin 4-75 4-77 

Estimating 7-116 7-13 

Estimating loss 4-77 4-79 

Extinguishers 2-17, 7-36 2-28, 7-3 

Extinguishment 4-69,4-71, 4-74,4-76, 

8-16a 8-6 

Extinguishment, classes . 4-3 4-1 

Grass 7-106, 7-lld 7-13, 7-14 

Ground „ 7-106 7-13 

H azards 7-2, 8-2—8-19 7-1, 8-1—8-7 

Hazard inspection report 1-176 1-7 
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Fire-Continued 

Hazards, fire aircraft 5-116 6-12 

Investigation 4-73,4-74 4-77 

Locating 4-70 4-74 

Miscellaneous 7_1 7-1 

Missile 6-22 8-7 

Motor vehicle 7_g 7.7 

Natural cover 7-8 7-11 

Nature 3-2 3-1 

Nuclear 6_12 6-3 

Origin 4-76 4-77 

Overhaul 4-72 4.76 

Parts of 7_10o 7-12 

Point 3_3/ 3-2 

Prevention l_5a, 7-3, 8-1 I --2, 7-3, 8-1 

Properties 3_3, 4-6 3-2, 4-2 

Protection ' i_5 1-2 

Protection personnel 7-3(i 7-4 

Protection specialist 1-3, isd l-l, 7-4 

Kail 6-18 6-6 

Records 4_78, 4-79 4-80 

Shortage 6-17 6-6 

spot 7_106 7-13 

Surface 7-106 7-13 

Symbols _ 6-13 6-8 

Tactical vehicle fires 6-20 6-6 

Tail 7-lOa 7-12 

Tetrahedron 3-2 3-1 

Timber 7_lld 7-I4 

Transport vehicle 6-19 6-6 

Triangle 3-2 3-1 

Truck operator training 1_7/ I-4 

Trucks 2-6 2-6 

F i rebreaks 

Firefighter facilities I_8_l-14 1-4, 1-6 

Firefighter responsibilities 1-7 1-3 

Firefighters l_7e I-4 

Firefighting : 

Aircraft 6-1, 5-2, 6-6 6-1, 6-2 

Color codes 6-86 6-10 

Communications 6-20 6-16 

Coordination 6-19 6-16 

E qui pment 1.6 1.2 

Evaluation 1 4-42 4-48 

Forcible entry ~_ 4-39, 4-45 4-40, 4-6I 

Hydraulics 4-4 4-2 

Natural cover 7-11 7.]^3 

'Nuclear weapons U.S..'. ~I_I_ 6-1—6-28 6-1—6-8 

Organization 1-6-1-7 1-2 1-3 

Salvage 4_40o ' 4.47 

Situation (sizeup) 4.38 4.39 

Tactics . 4.1 4.1 

Teams 1.6 1.2 

Techniques 4.I 4.]^ 

Tools 7_lla 7.13 

Units 1.6 1.2 

Ventilation 4_406, 4-44, 4-47, 4-50, 

4-48 4-66 

Fireman's carry 4.49 ^.gg 

First aid: 

Artificial respiration 4.gg 4 g2 

Artificial respiration foUowup II_I_~__rr~"__ 4-63 467 

Broken back __ _ _~ _~~* _ 4_gg^ 4 go 

Broken neck -I~I"~~~3II""~~I~II~I 4-66e 471 
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First aid-Continued 

Burns 4-67 4-73 

Cliemica! burns 4-675 4-74 

Cliest-pressure arm-lift resuscitation 4-62 4-66 

Digital pressure _, 4-566 4-60 

Direct pressure 4-56o 4-60 

Electric shock 4-65 4-67 

External bleeding 4-56 4^60 

Fracture 4-66 4-67 

Fractured clavicle 4-66fli 4-72 

Fractured jaw 4-66A 4-73 

Fractured ribs 4-66/ 4-71 

Heat stroke 4-68 4-74 

Internal bleeding 4-57 4-62 

Mouth-to-mouth resuscitation 4-59, 4-60 4-63,4-64 

Mouth-to-nose resuscitation —4-61 4-64 

Requirements 4-54 4-60 

Shock 4-64 4-67 

Short distance transfer 4-55 4-60 

Silvester resuscitation method 4-62 4-66 

Splinting 4-66c 4-68 

Sunburn 4-676 4-74 

Thermal burns 4-67o 4-73 

Thumb-jaw-lift resuscitation 4-59 4-63 

T ou r n i q u et . 4-56c 4-61 

Flammable limits 3-3d 3-2 

Flammable (explosive) range . 3-3e 3-2 

Flammable material in aircraft 5-3 5-1 

Flank 7-10a(2) 7-12 

Flash point _ 3-3/ 3-2 

Flatioad 4-236 4-13 

Flatsinglelength hose fold ^. 5-19d 5-15 

Flexible cords , 8-13 8-5 

Floors „ , 4-39/ 4-46 

Foam extinguishers 2-23 2-31 

Fog nozzles 2-9a 2-16 

Forcible entry ._ 4-39 4-40 

Forms i 1-16 1-6 

Forward, carrying hose 4-26d 4-21 

Four-way switch valve 2-lld 2-21 

Fractured clavicle 4-66p 4-72 

Fractured jaw 4-66fc. 4-73 

Fractured ribs 4-66/ 4-71 

Fractures 4-66 4-67 

Friction heat 3-5c(l) 3-4 

Friction loss 4-12. 4-14 4-5, 4-6 

Fuel, jet (app 11) 5-45 5-2 

Fuel leg 3-2 3-1 

Fuel storage 8-l6c 8-6 

Fuel system 5-9 5-10 

Furnaces 8-86 8-3 

Fuses 8-10 8-4 

G-l powder 2-25o 2-32 

Gasoline, aviation 5-4 5-1 

Gas turbine 5-76 5-8 

Gated wye 2-lla 2-20 

Gate valve 2-106 2-20 

Generators 8-14 8-5 

Glass, skylight 4-S9h 4-46 

Gloves 2-2« 2-1 

Goggles 2-3c 2-3 

Grass fires 7-lle 7-14 

Ground fires ,___ 7_io6 (1) 7-13 

Guide plate, pump operator's 4-17 4-8 

I ndex 7 
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Handline : 

Advancing hose 426g 4-22 

Coiling 2-16a 2-24 

Use 2-16 2-24 

Hand signals 1-23 1-9 

Harness, paracliute 5-246(3) 5-17 

Aircraft fire 6-5, 6-23 6-2, 6-8 

Ammunition 8-16d 8-6 

Fire 7-2, 8-2, 8-19 7-1, 8-1, 8-7 

Nuclear 8-9 6-2 

Head, natural cover fire 7-10o 7-12 

Heat: 

Compressi on 3-5c(2) 3-4 

Energy sources 3-5 3-3 

Facilities 1-13 1-6 

Log 3-2 3-1 

N u clear 3-5d 3-6 

Spontaneous 3-5a(2) 3-3 

Stroke 4-68 4-74 

Systems 8-8, 6-14 8-3, 6-13 

Helicopter 5-66, 6-26 6-2, 6-18 

Helmet, plastic 2-2c 2-1 

Highbee cut 2-8c 2-12 

Higbee thread indicator 2-8c 2-12 

High explosives 6-96,5-9c 6-2, 6-10 

Hitch; 

Chimney 2-16e 2-26 

Clove _ 2-16C 2-24 

Half 2-16d 2-26 

Tool 2-16/ 2-26 

Hood 2-36 2-3 

Horseshoe load 4-23c 4-14 

Hose: 

Accordion load 4-23a 413 

Advancing by hand 4-26d 4-21 

Beds 4-21 4-11 

Care 2-76 2-11 

Carries 4-26 4-17 

Clamp 2-14d 2-22 

Couplings 2-8 2-11 

Drills 4-18 4-8 

Drying 2-7e 2-11 

Folds 4-19 4 9 

Functions 422 412 

H oi St 2-146 2-22 

H older 2-146 2-22 

Inspection 2-7d, 4-26 2-11,4-16 

Jacket 2-14C 2-22 

Layouts 4-26, 4-26c 4-17, 4-20 

Lengthening 4-28 4-22 

Lines 4-26d 4-21 

Load finish 4-24 4-16 

Loads 4-20 4-10 

Maintenance 2-7c, 4-26 2-11, 4-16 

Moving 4-30 4-26 

Record 2-7h 2-11 

Replacing damaged couplings 2-lg 2-11 

Replacing section 4-27 4-22 

Reverse lay 4-266 4-20 

Rolls 6-19 6-16 

Rope 2-66, 2-146, 2-9, 2-22, 

4-26e, 426g 2-33, 4-22 

S a I vagi n g , + 2-7^ 2-11 
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Hose-Continued "* 

Securing 2-146 2-22 

Standard loads 4-23 4-12 

Storage 2-7/ 2-9 

Straiglit lay 4-26o 4-17 

Strap 4-26«(2) 4-21 

Tests 2-7d 2-11 

Types 2-1(1 2-11 

Hydrant 4-566 4-36 

Hydrant wrench 2-14a 2-21 

Hydraulics 4_4__4_17 4-2-4-8 

Ideal stream .- 4.13 4.6 

Ignition 3_4a, 6-l2o 3-2, 5-12 

Ignition temperature 3-3a 3-1 

Increase pressure signal l-23(£ 1-12 

Inspection, hose 2-1d 2-11 

Insulation 8-8a 8-3 

Internal bleeding 4_57 4762 

Investigation, fire 4-73, 4-74 4-77 

Jacket, hose 2-14c 2-22 

Jet fuel 6_46 6-2 

Knot: 

Becketbend 2-16fc 2-26 

Bowline 2-16fi' 2-26 

Bowline on a bight 2~16g 2-26 

Square 2-16/ 2-26 

Ladder : 

Advancing hose 42 6e 4-21 

Baby extension 4-326 4-26 

Bangor 4_32(f, 4_34c 4-27, 4-31 

Bed _. 2-lBa 2-23 

Carrying 4-3 3 4-27 

Climbing 4-36 4-33 

Drills 4_18 4-8 

Fly 2-l5o, 4-32 2-23, 4-26 

Kinds 2-16, 4-32 2-23, 4-26 

Lowering victim . 4-63 4-68 

Parts of 2-lBa, 4-31 2-23 

Pipe , 2-9/ 2-19 

Raising 4-34 4-28 

Standard 2-15a 2-23 

Straight 2-15c, 4-32a 2-23, 4-26 

Trussed ._. 4-31c 4-25 

Lamps 8-12 8-6 

Lay: 

Reverse 4_26b 4-20 

Straight 4_26a 4-17 

Layout: 

Hose 4-26, 4-26c 4-17, 4-20 

Principles . 4-26c 4r-20 

Lengthening a hose 4.28 4-22 

Lightning -^1 g_17 8.7 

Lights 2-6a 2-9 

Light water . 4.3 4 i 

Limits, explosive 6-I60, 6-166 6-4 

Line; 

Advancing 4-26(2 421 

Booster 4-36a 4-34 

Charged l_23a 1-9 

Load: 

Accordion 423a 413 

Divided 4_2io 411 
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Load-Continued 

Finish 4.24 4_16 

Horseslioe 4_23c 4. 14 

Hose 4.20 4.10 

SInoulder . 4_306 4.25 

Sl<id 4_24c 4_16 

Locating tliefire 4_70 4.74 

L og — — l_17tj 1.7 

Loss: 

Estimate 4_77 4.79 

Friction 4.12, 4-14 4.5_ 4.5 

Lowering and raising a victim 4.53 4.3g 

Lowering victim on ladder , ^ 53 4_5g 

Lubricating oil ' _~ 5.4^ 5_j 

Lugs — _ 2-8c, 2-86 2-12, 2-13 

Maintenance: 

Clothing 2-2/ 2-2 

., ,^°^^ r- """" — — - 2-7c, 4-26 2-11,4-15 

M al e couph ng 2-86 (1) 2-12 

Mallet 2-140 2-21 

Mathematics l_3g I .| 

Measures, safety 4.43 4_gQ 

Mechanical devices 8-6 a 2 

Mechanical heat energy 3_5g 3.4 

M iscellaneous fires 7.I 7.]^ 

Missile fires 6-22 6-7 

Met-L-X '__'___' __~_ 2-266 2-33 

Motors and generators j!_i4 g_5 

Motor vehicle fires 7-6 7_7 

Mouth-to-mouth resuscitation 4_(,9 4.50 4.53 4.54 

Mouth-to-nose resuscitation 4-61 ' 4.54 

National standard fire hose thread (NST) 2-86 2-11 

N ST 2-86, 2-8c 2-11, 2-12 

Natural-cover fires : 

Attackingmethods 7_llc, 7-I1/ 7_i3, 7.14 

Burning rate 7-10d(3) 7-13 

Control 7_llt 7_16 

Fire 7-10 7-12 

Fire flank 7-10a(2) 7-12 

Fire head 7-10a(l), 7-10o(4) 7-12 

F i re tai I 7-10o( 1) 7-12 

Kinds 7_106 7-13 

Movement 7-lOa (4) 7-12 

Self protection 7_llfc 7-15 

Nature of fire 3-2 3-1 

Navy lug l_8e 1-4 

Normal protective clothing 2-2 2-1 

Nozzle: 

Applicator 2-9d 2-17 

Cellar pipe 2-9e(2) 2-18 

Combination 2-9c 2-17 

Distributor 2-9e(l) 2-18 

Fog 2-9o 2-16 

Fogtip 2-9a, 2-9c, 2-9d 2-16,2-17 

Friction 4_16e 4-6 

High velocity 2-9a 2-16 

Low velocity 2-9ci(l) 2-17 

Master stream devices 2-9/ 2-19 

Monitor 2-9/ 2-19 

Partition 2-9d(3) 2-18 

Pressure 4-I6 4.5 

Puncture 2-9d(2) 2-17 
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Nozzle — Continued 

Size 4-16, 7-9a 

Sdid stream 2-95 

Special 7-7 

Types 2-9 

Nuclear: 

Body effects 6-115 

Decontamination 6-6 

Disposal teams 6-6 

Emergency firefighting procedures 6-15 

Explosion 6-3, 6-13 

General firefighting procedures 6-16 

Grouping of explosives 6-13o 

F ire 6-135 

Firefighting plans 6-14 

F i re symbol s 6-136 

H azards 6-9 

Material intake . ^ 6-llc 

M issile fires 622 

Rail fires 6-18 

Responsibility 6-3, 6-4 

Safety design 6-7 

Storage fires 61^ 

Tactical vehicle fires 620 

Time factor 6-1 6c 

Transport vehicle fires 619 

Weapon firefighting 61 

Weapon operation fires 6-21 

Weapons couriers 6-5 

Weapons decontamination and disposal teams 6 6 

Yield 6 1 

Office buildings 8-19 

Off-the-airfield emergency - 6-23 

Oil, lubricating 5-4a 

Oil pump 6-lOd 

Oil system ^- 6-10 

Oil tank 5-105 

On-the-airfield emergency 6-22 

Opener, door 4-39c 

Operations, pumping 4-36 

Organization, firefighting 1-6-1-7 

Origin of fire 4-75 

Overall view of fire protection 1-6 . 

Overhaul operation 1-56, 4-72 

Overheating 8-8, 8-9 

Oxidation 3-4a, 3-4c, 3-5o 

Oxygen leg 3-2 

Oxygen system 6-11 

Pack-strap carry 4-60 

Pal nt , 8-18 

Parachute harness 6-245 (3) 

Pattern, traffic ^ 6-18 

Phonetic alphabet .' l-22c 

Physics 1-36, 3-1 

Pike pole 4-39d (6) 

Pin lug l-8e 

Plaster, removing 4-39£f 

Plastic helmet , 2-2c 

Plate, guide 4-17 

Point: 

F i re 3-3/ 

F lash 3-3/ 

Policies of fire protection . ._ 1-4 
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6-1 




6-11 
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Portable fire extinguishers 5-25, 7-36 5-17, 7-3 

Precautions, storage 8-16 8-6 

Pressure, nozzle 4.15 4.5 

Pressure of water 4-8 4-3 

Pressurized water extinguishers „ 2-20 2-29 

Prevention of fire 3-4, 7-3, s-l 3-2,7-3, 8-1 

Principles of hose layout . . 4-26c 4-20 

Procedures: 

Emergency 5-18-5-26 5-14-5-18 

Radio , 1-21, 1-22 1-8 

Properties of flre 4-5 4-2 

Properties of water 4_6 4-2 

Protection, water 4-46o 4-52 

Protective clothing . 2-2, 2-3 2-1, 2-3 

Protective devices 4-46c ' 4-53 

Pump 7_9o 7-12 

Pumper drills , 4-18 4-8 

Pumping operations 4-36 4-34 

Pumper, skid-mounted 2-5/ 2-8 

Pumpers, trailer ^ 2-5e 2-7 

Pump operator guide plate 4-17 4.8 

Pump type water extinguishers 2-20 2-29 

Purple K 4.3 4.]^ 

Pyrotechnics 5.17 5.-|^3 

Quarters ; 

Return to 4.79 4 3 

Sleeping 1_11 ^_^ 

Radial engines 5-7 5.2 

Radio: 

Call procedures , l-22d 1-9 

Fire department 1-21 1-8 

Letters I___I"_I l-22c 1-9 

Numbers |-22b 1-9 

Procedures ~ '_~_ '_ 1-22 1-8 

Terms 1" IIIII]_II"I""~ |-22a 1-8 

Rail fires 6-18 6_6 

Raising a victim 4-53 4.58 

Raising, ladder . "_''_ 4.34 4.28 

Ram, battering 4-39c 4-41 

Ranges 8-8d a 3 

Rate of water discharge 4-9 4.3 

Reciprocating engines 5_7a 5.2 

Records : 

Fire 4-78, 4-79 4 8 

Hose 2-lK 2-11 

Technical details of operation and teats 1-17 I.7 

Use 1_15 ]^.g 

Reducing couplings 2-86 (3), 2-126 2-12, 2-21 

Reducmg wye 2-llo 2-20 

Removing plaster 4_39^ 4.45 

Replacing a section of hose 4-27 4-22 

Reports \ '" 1-17 1-7 

Rescue: 

Aircraft 5-24 5.17 

Carries ~~'_ ' _ 4-48 455 

Crash 5-24 5.17 

Function 1_55 -y-i 

Operations 4-47 4.55 

Removing pilot III_I "_!__'.._ 5-265 5-18 

Respiration, artificial 4.58 4.53 4-62 4-67 

Responsibilities: 

Assistant or deputy fire chief 1_75 -1^.2 

Crew chief ~^_ "___ x-li. 1-4 
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Responsibilities-Continued 

Fire ciiief _—_________„_______________ 1-76 1-3 

Firefighters l_7e 1-4 

Station ciiief „_ l-7c 1-4 

Return to quarters ^„ 4-79 4-80 

Return to service 4-73, 4-79 4-77, 4-80 

Reverse lay 4-266 4-20 

Rip-rap-load finish 4-246 4-16 

Rocker lug 2-8e 2-18 

Rockets _ 6-16 5-13 

Roofs 4_89e 4-46 

Rope and knots 2-16 2-24 

Rotating halBe valves ... 2-lOd 2-20 

Safety devices 8-10 8-4 

Safe storage : 

Ammunition . . 8-16d 8-6 

Fire extinguishers 8-16a 8-6 

Fuels III_I~II~III~"I~II~III~ 8-16C 8-6 

Hose 2-7/ 2-11 

Measures 4-48 4-60 

Precautions -_„__ 8-16 8-6 

Signs ~IIIZ~II~I~~~"~~___.II 6-13, 8-166 6-3, 8-6 

Safety measures, nuclear 6-16d 6-4 

Salvage ! 

Effort 1-56, 4-46 1-2, 4-51 

Salvage covers 4-466 4-62 

Salvage hose Z-lg 2-11 

Training 4-46d 4-64 

Sanitation ~"~~~"~__ 1-13 1-b 

Securing ejection seat 6-266 6-18 

Self locking donut roll 4-19c 4-9 

SF Form 46 ~"__I I I 1-7/ 1-4 

Shock _ 4_64, 4-66 4-67 

Shoulder carry 4_306 4_25 

Shoulder harness 6-246 6-17 

Shoulder loads „ ^ 4-306 4-26 

Shutoff water signal 1-236 1-9 

Siamese ! 

Clapper valve 2-116 2-21 

Connection 2-116 2-21 

Gated ~ ~ "_ 2-116 2-21 

Increasing 2-116 2-21 

Suction ~~_~III-IIII_II~~_ 2-116 2-21 

Siamesing 4-16 4-6 

Signals, hand ~ !_"'"" J 1-23 1-9 

Signs, safety 6-13, 8-166 6-3, 8-6- 

Size, nozzle 4-16, 7-9o 4-6, 7-12 

Size-up ~_""_I."I~"~I_I"~ 4-38 4-39 

Skid-load finish 4-24e 4-16 

Skid-mounted pumping unit 2-6/ 2-8 

Skylight glass ~~~~I"""~_~~ 4-39fc 4-46 

Sleeping quarters 1-11 1-6 

Slot lug I_II_I_-II__I__~I"II 2-Se 2-18 

Smoking, cause of fires " 8-2 8-1 

Soda-acid extinguisher 2-22 2-30 

Sodium chloride dry powder 2-27 2-33 

Spanner wrench ^ 2-8e, 2-14o 2-13, 2-21 

Sparks " 8-4 8-2 

Special : 

Nozzles 7-7 7-10 

Protective clothing 2-3 2-3 

Sphce, eye " I~~" 2-166 2-24 

Splinting 4_66o 4-68 
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Spontaneous heating 3-5a(2) 8-8 

Spot fires 7-106 7-18 

Sprays 8-18 8-7 

Sprinkler liead 2-9p 2-19 

Square l<not 2-16/ 2-26 

Stacl<ing ammunition ^ . 7_3a 7-3 

Stairway drain . 4-46c(5) 4-58 

Stairway, liose advancing 4-26/ 4-21 

Standard ladders 2-16a 2-23 

Standpipe pack 4-19e 4-9 

Static electricity 8-16 8 5 

Station chief , l-7c 1-4 

Stations: 

Crash l-lO 1-6 

Fire 1-9 1-5 

Structural 1-9 1_6 

Steampipes 
Storage : 

Ammunition 8-16d 8-6 

Chart, ammunition 7_4o 7_6 

Fires 6-17 6-6 

Fuels 8-160 8 5 

Hose 2-7/ 2-11 

Precautions 8-16 8 5 

Stoves 8-8e 8-3 

Straight lay 4_26a 4-17 

Strap, hose 4-26e(2) 4-21 

Stream, ideal 4-13 4 5 

Stream straightener 2-9/ 2-19 

Structural stations 1-9 1_6 

Sun, effects 8-6 a 2 

Surface fires 7-106(2) 7-18 

Switches , 8-11 8-6 

Symbols, explosive 6-13 6-3 

Systems : 

Alarm. 1-20,1-24 1-8, 1-12 

Anti-icing 6-13 6-13 

Electrical 5-7a(2), 5-76(2) 6-2, 5-8, 

6-12 6-12 

Fuel 6-9 6-10 

Heater 6-14 6-13 

Heating , 3-3 8-3 

Ignition 6-120 6-12 

Oil 6-10 6-11 

Oxygen 6-11 6-11 

Powerplant 6-7, 5-12d 6-2, B-13 

Telephone 1-19 1-7 

Ventilation , , 8-8d 8-3 

Tactical vehicle fires 6-20 6-6 

Tactics and techniques of firefighting 4-1 4-1 

Tail fire 7_10a 7-12 

Team: 

Brush fire truck i_q^ 1_3 

Decontamination - 6-6 6-1 

Disposal 6_6 ^_-^ 

FA team l_6o 1_2 

FB team 1_6J 1_8 

FCteam 15 1_8 

PD team 1_6(£ 1_3 

Firefighting headquarters j_gj^ ,_ 2 

Firefighting units 2-6 1-2 

F ire truck 1 1_66 ^^^ 

Water truck ^ -j^^q 
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Techniques of firefighting 4-1 41 

Telephone systems „ 1-19 1-7 

Temperature ignition 3-8o 8-1 

Terms, radio l-22a 1-8 

Tests, hose 2-7d 2-11 

T i mber f i res 7-llrf 7-14 

Time factor 6-16c 6-4 

Timetable, training , l-17e 1-7 

Tools: 

Aircraft rescue, 6-7o(6) 6-2 

Carrying 4-89t 4-47 

Coupling 2-14e 2-22 

Firefighting , 7-11 7-18 

Hose 2-14e 2-22 

Pioneer 1 7-llo 7-18 

Pump 7-9a 7-12 

Rope 1 2-146 2-22 

Strap, hose 4-26« (2) 421 

Wrench, hydrant 2-l4o 2-21 

Wrench, spanner 2-86,2-14o 2-13,2-21 

Tourniquet ; 4-66e 4-61 

Traffic pattern 5-18 5-14 

Trailer-mounted pumping unit 2-66 2-7 

Trailer pumper . 2-5e 2-7 

Training 1_7/, 4-46d, 1-4, 4-54, 

e-21 5-15 

Training timetable l-17c 1-7 

Transport vehicle fires . 6-19 6-6 

Transverse hose beds 4-216 412 

Triangle, fire 3-2 8-1 

Trousers, bunker 2-2o 2-1 

Truckdriver road test 1-7/ 1-4 

Trucks, fire 2-6 2-6 

Turbine, engine 6-76 5-8 

Turbine engine lubricant 6-4 6-2 

Types of hose 2-7o 2-11 

Underarm carry 4-26d 421 

Valve, four-way switch 2-lld 2-21 

Vapor density , 8_3c 8-2 

Vapors 8-86 a-2 

Ventilation : 

Burning building 1-56,4-44 1-2,4-50 

Cross 4-446 461 

Systems 8-8(i 8-8 

Vertical 4-44a 4-50 

Victim, lowering 4-53 4-68 

View, overall 1-6 1-2 

Volume of water I~_I~I__II ~I 4-6 42 

Waste— cause of fires _____ 8-8 8-1 

Water : 

Application 4-11 4_4 

Distribution system 7-80 7_8 

Drafting 4-10 4-4 

Extinguisher 2-20, 2-21 2-29 

Pressure „ 4-8 ' 4-8 

Properties 4-6 42 

Protection 4_46a 462 

Rate of discharge 4-9 4_3 

Thief 111111.11'. I_I_III 2-llc 2-21 

Volume . 4-6 4 2 

Weight . 4-7 4-3 

Weapon, nuclear , 6-1 6-1 
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Paragraph Tag* 

Weightofwater 4-7 4-3 

Window drain chute 4-46o 4-58 

Windows . 4-39d 4. 44 

Winterization of extinguisliers 2-28 2-34 

Wiring 8-11 8-5 

Wrench : 

Hydrant 2-14o 2-21 

Spanner 2-8e, 2-14o 2-13, 2-21 

Wye connections 2-llo 2-20 

Yield, nuclear -_-_— 6-10 6-3 

By Order of the Secretary of the Army : 

W. C. WESTMORELAND, 
General, United States Army, 
Official: Chief of Staff. 

VERNE L. BOWERS, 

Major General, United States Army, 

The Adjutant General. 

Distribution: 

To be distributed in accordance with DA Form 12-25, Sec I (qty rqr Blocl< #122), Organizational maintenance 
requirements for Firefighting. 



•ilUS. GOVERNMENT PRINTING OFHCE: IMS • 3SM21/(NK07 



Index 16 



